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PREFACE 



Recent high material and labor costs and inability to get prompt 
deliveries at any price, have forced operating engineers as never before 
to develop short cuts and ingenious schemes for doing things in uncon- 
ventional but efficient money-saving ways. 

Many of these kinks, adopted perhaps as eleventh-hour measures, 
made good so emphatically in practice that they represent definite forward 
steps in the handling of vital power details, and as such deserve the care- 
ful study of every engineer and executive who wishes to lop off all unnec- 
cessary cost-comers and make his plant increasingly efficient. 

This Book, the third of a famous and widely used series, has himdreds 
of just such kinks, gathered from all over the field, and contributed by 
ingenious men who have tried their ideas out in their own plants and 
found them worth passing on to others faced by similar difficulties. 

The Third Power Kink Book is larger than those which have preceded 
it and every kink is new — ^never before published in book form. As 
in the earlier books, each kink is described in the words of its inventor, 
and practically every one of the three hundred kinks is accompanied by 
a chart or diagram that makes the subject matter doubly clear. 

These kinks have all appeared from time to time in the weekly pages of 
Power y whose editors are in constant touch with power men the country 
over, and are republished in convenient book form to make them avail- 
able for reference, for study^ for guidance in meeting emergencies, and 
avoiding shut downs. 
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SECTION I 
ENGINE-ROOM KINKS 



BROKEN OTLINDEB HEAD BEFAIB 

The head of a 5 x 5-in. steam engine cylinder operating a stoker 
blew out. A temporary repair was made as follows: The broken head 
was chipped along the line shown dotted, keeping the depth measure- 



BLAHE FLAltai: IK PUCX OF CTLIIOlEB HEAD 

ment as near as possible to that of the original head. This hub part was 
secured to an 8-in. blank flange, which happened to be the right size, 
with two %-in. eapscrews, as diown in the illustration. In three hoan 
the engine was ready to run. 
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CLICK IK GOBUSS ENOIME 



In case of clickii^ engine flywheel examine the rim for loose bolts. 
If any are found loose, remove and heat them and drive them back into 
place. After tightening, stari; the ei^ne and the troable will generally 
be overcome. 

ALTEBINa A BEDITCINa MOTION 

Sometimes it is desirable to alter a reducing motion. In one instance 
the reducing motion gave a diagram only 21^ in. long, which was too 
short. Used the rule of proportion, ^y^-A\/i:-A%l S^ in. Thus the 
2^in. card was made from a reducing motion, the face of which was 
4^ in, from the center point. 



ALTEBED SSDUOINa HOTION 



A card say 4 in. long would require a redncing motion having a 
distance of 7.2 in. from the center to the face. To obtain the proper 
travel of the indicator drums, add a piece of wood as shown in the 
illustration. This will give a card exactly 4 in. long. 



ENGINE-ROOM KINKS 



BULL-Rnra befair job 



An engine gave trouble by steam blowing past the piston, due to 
the bull-ring being worn y^ in. To repair it in a machine shop would 
cost about $300. The largest lathe in the factory had only a 12-in. 
swing. A drill press with a 30-in. table was among the shop equipment. 



Bia. 1. EMEOGENCT ABEAMGgMEMT 07 MOTOB ASD DRII.L FBESS 

The table was removed, cleaned and graphite put in the bearing so that 
it wonld run freely. An old motor with a flange pulley was lined up 
with the table. The oil was drained out of the motor bearings, and it 
was then secured to the wall by expansion bolts. The shaft was blocked 
up with wood and taper wedges from the floor. The motor and table 



no. a. SHEET-IRON BAND FOB BABBITTING BULL-BINfl 

were connected by a 2-in. belt, Fig. 1, and a boring bar was placed in the 
drill-press spindle. 

The bull-rii^, which had been rebabbitted by pouring the metal inside 
a 4-in. wide sheet-iron band elevated by '/i-in. wire, Pig. 2, was then 
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aecared in the driU-presa table and, with the table reTolTingr, was turned 
to the proper size. 

AN EMERQEiroy ENGINE REPAIB 

The main pillow block of an engine got so hot that the babbitt com- 
menced to run and had to be rebabbitted. 

The out-board end of the shaft could be jacked up, but conditions 
were such that the crank end had to be raised with a 3-ton tackle. The 
babbitt was chipped oat and, allowing the shaft to rest in the outboard 
bearing, the crank end was set a little high above the center (about Vt* 
in. } , so that after some months of wear it would be worn down to the 
center. 

Having the shaft set for height, and not having time to take out 
the piston and croeshead to put a line through in the usual way, the 



head-end cylinder head was removed and with a long straight-edge 
lightly clamped against the back end of the cylinder, and about central 
as to height and level, the shaft was set square by tramming from the 
straight-edge to the crankshaft, improvising an excellent tram by driving 
a round-headed nail in each end of a stick of the right length and about 
one inch square, first calipering the shaft to make sure that it vas 
parallel (see Fig. 1). The bottom of the box was then poured, the shaft 
lifted out and the surplus babbit chipped off. Then the shaft was re- 
placed and tested for alignment. The quarter brasses were poured and 
fitted, the cap being poured last. 

While replacing the back cylinder-head and connecting-rod, the 
helpers let the tackle fall, and it struck the governor belt pulley and 
broke a big piece out of it Some pieces of tin were fitted to the pull^ 
and babbitt was poured to fill the vacancy where the piece was broken 
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onty Fig. 2. A built up wooden frame served as a tool rest and, using 
a carpenter's chisel as a hand tool, the engine was run on the throttle 
while the babbitt was turned down and smoothed up true. 

ENaiNE BEPAIB KEPT MIME PLANT BUMNINa 

The accompanying illustration shows an emei^ency repair to a Cor- 
liss engine. The rod transmitting motion between the rocker arm and 
the wristplate broke in such a way that it could not be repaired readily. 
The exact distance between the rocker arm and wristplate pin centers 
and the diameters of these pins was measured and this distance center 
to center was laid out accurately on an oak plank of suitable dimensions. 




EMEBGENCT BEPAIB TO OOBLISS ENGINE 

First, holes of the diameter of the two pins were bored at the center 
points previously determined. The portion of the plank lying between 
these holes and one edge was then cut out, making a round-bottomed 
notch. The plank was then slipped over the pins on the valve gear and 
the engine started. 

The plank-valve rod substitute was trimmed to the outline indicated 
by the dotted lines in the illustration. This rendered the plank much 
lighter, while leaving ample strength to work the wristplate. Two small 
carriage bolts were also added at either end to prevent splitting. 



HOME-UADE ENGINE SAFET7 STOP 

Engines driving auxiliary units in a power plant should be safe- 
guarded by some kind of safety stop. Many of them are not so pro- 
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tectedy bat in one instance the engineer designed a home-made safety 
stop and applied it to two vertical engines directly connected to centrif- 
ugal pumps that were used for providing condenser circulating water. 

Attached to the rim of the engine flywheel is a casting A in the body 
of which is a pin B held in place by a spring C under tension so that 
the outer end of the pin does not protrude beyond the edge of the casting 
when the flywheel is running at normal speed. The tension on the spring 
is such that should the engine speed up a certain number of revolutions 
above normal, the centrifugal force exerted on the pin would overcome 
the tension of the spring and the pin will project beyond the casting 
sufficiently to strike the end of the latch D, which is pivoted on a bolt 
on the angle iron E, that is securely bolted to the engine bed, as shown 
aXF. 

A dog O is secured to a shaft, and the projections I and J latch 
when the latch D is against the stop-pin K. The stop-pin £ is to pre- 
vent the latch D from moving too far when struck and tripped by the 
pin JB. The latch-pin Z> is 10 in. long, % in. wide, and is made with 
an easy curved surface on the face side. The angle iron supporting the 
latch D and dog O is of iron 2^ in. wide and % in. thick. 

The %-in. shaft H is supported at the opposite end from the angle 
iron E by two bearings M and carries %-in. diameter weight lever N, 
on the end of which is 4-in. diameter weight 0. This weight lever is 
drilled with several bolt holes, through one of which the %-in. rod 
P is attached. This rod connects to one end of a rocker rod U, which 
is pivoted at the outer end to a %-in. round stud B. 

About midway of the arm Q a short link 8 is loosely pinned at one 
end and connects to a vertical rod T, which is supported by a hollow 
stand U that is secured to the engine grating platform. 

The engine ^as originally piped to a 5-in. steam line with an angle 
valve connecting with a steam chest by a short nipple. This pipe was 
found to be too large for the service required, and a 1%-in. angle valve 
V was therefore connected to the steam pipe above the 5-in. valve, and 
a second valve W of the same size, to act as a throttle valve, was con- 
nected to the first by a short nipple at one connection and the other to 
the 5-in. nipple connecting to the steam chest. The valve W was fitted 
with an extension valve stem convenient for the engineer to manipulate 
from the floor. With the latch D and the dog O latched, the valve V 
will be open, and with the valve W open the engine speed is controlled 
by the governor. 

In operation the device works as follows: With the engine running 
at normal speed, the pin B does not project far enough beyond its 
housing to strike and trip the latch D, which is holding the dog O in 
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a locked positioo. In tKe locked position the weight is in ite highest 
plane and the valve V is consequently opened. Should the engine 
Bpeed up beyond a predetermined numher of revolutions, the pin B is 
thrown out to a position that causes it to strike the latch D, which trips 
the dog G and the weight moves the lever in a downward direction, 
vhich motion is transmitted to the valve V through the rod T, thus 



HOME-MADE EBQINE STOP AS APPLIED TO A VEBTIOAL ENOINB 

shutting off the steam to the engine. The ei^jne cannot be started again 
until the latch D and dog 6 have been engaged in the aet position. 

LOOSE QRAB HOOK CAUSES TROTTBLE 

Trouble was had with the latch blocks on a Corliss valve gear, but 
the remedy proved very simple. It was necessary to change the catch 
plate on the head end every week or there would be trouble with the 
valve not picking np. It was found that the grab hook was loose and 
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would rattle. The bolt was removed and a shim put around it to inak< 
it fit snog in the hole, and after drawing the bolt up tight the grab hoot 




objIB hook loose at pivot 



was joBt anag without binding. This was the remedy for th« worn 
catch plates. 

LOOSE PISTON GAITSED KNOCK 

A drop-valve type engine developed a knock that became audible 
only when a certain speed was reached ; when it was nin single-acting 



no. 1. DinOK OF ENQINB PISTOH 



with steam shat off at the bead end, the knock became inaudible. Upon 
taking the engine down for examination, it was found that the piston 
was constructed as shown in Fig. 1. It was held in position on the 
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make piston rod by two taper wedges, which had worked a little loose, hence 

hooji ^^^ knock. 

The trouble was overcome by drilling and tapping the large ends of 
the wedges, afterward screwing into each one a brass stud, as shown at 
A^ the plugs being made a little longer than required. In reassembling, 
the wedges are first driven in tight, then the brass studs are screwed 
in down to the head and filed off to the same diameter as the bore of 
the junk ring, the fastening on of the junk ring completing the job. 
The studs, being of brass, will expand under heat a little more than 
the cast-iron ring and the steel wedges, thus tending to keep everything 
tight. 

On the same engine the drop-valve piston was held on the rod, as 
shown in Pig. 2, by two nuts and a cotter pin on the under side. The 



Br€tss Wcishen 



•D 





Fia. 2. FOBMEB DESIGN FIG. 8. AS CHANGED 

split pin sheared off on one and the nuts becoming loose, ultimately 
came off. This trouble was overcome by reboring the piston a little 
larger and changing the rod to the form shown in Fig. 3. 

The use of brass washers are recommended where heat is used and 
slight tension is required, brass having a larger coefficient of expansion 
than cast iron or steel. 

MEASUBma THE ANGLE OF ADVANCE OF AN EOCENTBIO 

When measuring the angle of advance of an eccentric put the marks 
and measurements on the shaft instead of on the wheel. The first 
thing is to find the diameter of the shaft. Take a 13-in. shaft, then 
find the circumference by multiplying by 3.1416=40.8, which equals 
360 degrees ; the problem is to find the number of degrees the eccentric 
is ahead of a vertical line passing through the center of the shaft when 
the engine is on a center. Place a steel square with one blade against 
the shaft and the other blade horizontally over the shaft, by the use 
of a level on the blade, and in this way find the center, one-half the 
diameter of the shaft. Put a fine scratch mark at that point which is 
the center or 90 degrees ahead ojt the crank. The difference between 
this mark and one opposite the center of the throw of the eccentric. 



10 THIRD POWER KINK BOOK 

measnred with a steel tape, gives the advance of the eccentric which we 
will say was 1.7 in. This distance divided into the whole circamference 
goes 24 times (40.8-^-1.7=24), so the eccentric is advanced Vi« ot 360 
deg., or 360-i^4=15 degrees. 



mmiNQ THE ADVAfiCE 07 AS KCCEHTBIO TS DZGBZKS 



HEASUBINa AK DTOIOATOB DIAGBAH 

A simple method of measnrii^ an indicator diagram ia to take a 
piece -of ordinary co-ordinate tracing paper, which is marked oflf in 
inches, osnally in tenths of an inch. This paper is laid oat very accu- 
rately and can be purchased at almost any stationery store. 

Lay this tracing paper on top of the indicator card in sach a way 
that any two lines — for example, lines A and B — fall tangent to the 
extreme ends of the diagram, as shown in the illostration. Then simply 
follow the usual instructions for performing the more laborious method. 
The difference is that the lines are already prepared and accurately 
spaced and drawn. These lines are arranged in squares, which maEea 
it possible to estimate areas with the eye very accurately. Thna if the 
lines are one-tenth of an inch apart, the area of each small square is 
one one-hundredth of a square inch. Hence, if a half of a small sqnare 
falls within the area of the diagram, the reader can estimate that much 
of the area with his eye with surprising accuracy. 
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For example, it may be found that the left end of the diagram in- 
cludes portions of two squares and that each portion is approximately 
one-half of a hundredth of a square inch. The total area for the ordi- 
nate therefore would be, one hundredth of a square inch. The next 
ordinate may include two complete squares and a half of a square, mak- 
ing the total area 0.025 sq. in. In this way the columns or ordinates are 




Coorvlinarfe Tracing Pffrp&^ 

CO-OBDIKATS PAFEB USED TO MEASURE INDICATOR DIAGRAMS 

added from left to right, and the sum total of them all gives the area 
of the diagram. It is obvious that with squares laid out in tenths of 
an inch instead of eighths of an inch or sixteenths of an inch, the process 
is considerably simplified. 

PACEINa A PISTON BOD 

A method of packing piston rods with fibrous metallic packing is 
as follows: 

Secure a wooden bushing, such as is used with wooden pulleys, which 
exactly fits the stuffing-box and rod, put in a small amount of packing 
at a time, place the bushing in the stuffing-box, jam it home with the 
gland, and repeat this until the stuffing-box is full. Then jam the gland 
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against the packing until it sets to conform with the shape of the gland. 
Frequently the distance between the oil spUisher and the stuffing-box 
is very short. In soch cases it will be necessary to saw the boshing off 



U8IKO WOODEN BUSHING WITH FIBBODB METALLIC PACKIHQ 

as the stufBng'box fills with packing. Do not attempt to jam the pack- 
ing in with the gland, as it wiU not stay square in the stuffing-box. 

FISTOK MADE OF BOILEB PLATE 

A temporary repair to a small engine that was broken when the 
follower bolt came loose and made "small pieces" of the piston — in 
fact, too many to weld together — was made as follows. Five pieces ol 
^-in. boiler plate were cut out with the oxyaeetylene torch and riveted 
together as shown on page 13. After finishing it in a lathe, it made 
a good piston. 

BEFAonra a slide-valtx! seat 

A method of refaeing the seat on which an ordinary slide valve 
operates is to make a steel block A the size of the valve and drill a hole 
through it in which to fit the valve stem B. One side of this block is 
cut like a file. It is then tempered and fitted to the rod B. Then fit 
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lengthwise across the steam chest another iron plate 2 in. vide and ^ 
in. thick, having a screw hole in which to insert the screw bolt C. lias 



BXnVTVP PI8T0H FOB SMALL EKOINB 

plate is held in place by means of the steam-chest cover studs and nuts. 
With everything in place and a slight pressure exerted on the plate 



BIG FOB EEPACIHG VALVE SEAT 

A by the screw C, move the plate A back and forth by means of the rod 
B until the seat is true. 
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BEHOVINa BROKEN ADJtTSTINa BOLTS 

A huidy tool can be made from a capscrew for the purpose of re- 
moTing broken adjoHting bolts from a wristpin adjasting wedge where 
a screwdriver cannot be used on account of the crosshead guide. 

A screwdriver end is formed on one end of a capscrew and the head 
ia left for turning with a wrench. This makes a tool just long enough 



TOOL FOB BZHOVIKQ BROEXK ADJUSTING WEDQE BOt;lS 

SO that with the engine on the quarter-stroke, there is room to insert 
the tool. The adjusting-wedge bolt ends are slotted with a hacksaw 
before being put in place. 

Before this tool was made it required an hour to put in a new bolt, 
because it was nec^sary to remove the wristpin from the crosshead in 
order to get the broken piece of bolt out of the adjusting wedge. Using 
this tool, it is possible for one man to do the job in from five to ten 
minutes. 



BSGISB-nOOM KINKS 



BEHOVXNG A TAPERED PISTON FBOU GB08SHEAD 

Loosening a piston rod from 8 crossliead, when a tapered end and 
key is nsed, is BOmetimes quite an imdertaking. 

At times it is necessary to heat the erosshead before the taper can 
be started, and then a special key and followers or gibs are used, as 




TWO ICETEODS BHFLOTED IH KBUOVINO A TAPERED PISTOH BOD 



shown in the top view of the illustration. A fire of waste and oil may 
be built under a erosshead, of the double-guide type, and sledge the key 
with a 14-lb. hammer to start it. 

On small engines a false wristpin with a hole tapped for a setscrew 
was put in and the rod started with the jack so formed, as shown by the 
bottom view. 



RIO FOR REMOVma A ORANKFIN 

An engine erankpin 9 in. in diameter and 12 in. long worked loose, 
bnt a 400-lb. battering ram had no effect on it in so far as knocking 
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it out was con<:enied. It was easily Temoved, however, with the appli- 
cation of the rig shown in the illustration. After its removal the old 
pin was built np with a welder and tamed down to size. 



BIQ FOB BEHOVINS CRAKEFIH FBOH AH ENGimi 

After heating the disk red hot with a coke fire, the pin was forced 
back in place. It has since been running satisfactorily for four or five 
months. 

TBUINa A BENT CBANKSHAFT ON A OBOSS-OOUFOUND 
ENaiNE 

A 10-in. crankshaft was repaired as follows : As the shaft was bent 
in the bearing, the crank disk was removed and a temporary bearing 
put in between the flywheel and the bent end. The quarter boxes were 
then removed, leaving the shaft to run in the temporary bearing. Next, 
a tool for turning off the bent part was rigged up ; the cross-rail of a 
small planer was strapped to the engine bed about as shown in the illus- 
tration. The enjpne was then started, running from the high-pressure 
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i^linder, and the bearii^ part of the shaft was turned until it was true. 
Next, the outer end was turned for the crank disk until it was like- 



FLASKB CBOaSHZAD WAS USED TO TBUE BENT CRANESHAIT 

wise tme. The quarter boxes were then rebabbitted to fit the smaller 
diameter of the crankshaft, after which a sleeve was machined to fit 
on the end of shaft in order that the crank disk could again be pressed on. 

tukbute blading befaib 

A repair to the blading of a turbine that drove a pump consisted 
of welding Tobin-bronze sections onto the blades at the point where the 
steam strikes the blade which had become worn by the action of wet 
steam. 

The worn places were about ^4 i"- deep and % in. long and were 
filled in and then dreesed down by hand to conform to the shape of the 
blades 



Only one or two blades in a place were done at a time, the wheel 
being tnmed to a new position to avoid undue beating and consequent 
warping of the wheel. 
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After the job was completed, the wheel and shaft were placed on 
balancing ways, bat the wheel balanced so well that nothing was done 
to it to improve the bidance. 

USES A SINGLE WEDQE BOLT 

Trouble was had with wedge bolt breaking off below the we^e. 
As ft remedy the %-in. bolt was removed and a %-in. bolt put in with 
a nut onder the wedge, as shown in the illostration. This overcame the 



THBOnOH BOLT BZPLAOES TWO CAPSOBBWB 

tronble and the bolt makes a better and safer job than the commonly 
used capscrew, and it does not loosen ap as does the ordinary type of 
bolt 



SECTION II 
BOILER-ROOM KINKS 



BLOWOrr-TAXTK POnrTESS 

Uaitt city ordinances require that a blowout tank of approved 
doAffx be eonnected between tbe boiler and tbe sewer, to prevent a 



BOILER SLOWDOWN TAKK 



great quantity of steam reaching and injuring the sewer. Witb a 
properly designed blowoff tank, the steam and water will be separated 
to a lai^e extent, and vhen all the oatlet pipes from the tank are of 
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large diameter and free from obstructions, there is little or no pressure 
on the tank at any time. It is good practice to have blowoff tanks strong 
enough to withstand full boiler pressure ; in fact, they should be built 
along the same lines as the boilers. The illustration shows a design of 
piping sometimes used, the inlet pipe being located at C, and the small 
(IV^-in.) drain outlet connecting the oatlet pipe to the bottom of the 
tank is a direct drain, although it is sometimes omitted, the idea being 
that the siphon will drain the tank. This small drain pipe should be 
nsed in every case, for when the blowoff valve has been open for a few 
Beconds, the end of the small drain will be snbme^^ and the tank will 
gradnally fiU and overflow throned A. Suitable top and bottom clean- 
ont holes should be provided. 

BOILER WATEE-LEO DRIP PAK 

In stoker-fired boilers where the fnmace extends forward of the 
front water leg and the boilers are of the horizontal water-tube type. 



.ijjsst&^jj 



APFLICATIOH OF DRIP PAN TO BOILER WAT£R LXfi 

considerable damage is done to the special arch and fnmace tile, also 
to the stoker mechanism, by the drip of water, principally from the 
handhole plates. 

The illostration shows a design of pan that has eliminated this 
trouble. The pan is cast in one piece and is of such dimensions as t9 
extend the full length of the water leg and wide enough to extend 2 in. 
past the rear sheet to catch the drip at the expanded joint of the tubes ; 
the front is curved up to meet the doors, and a ^-in. projecting strip 
is provided for a joint A. 
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The side sheets of the front, which carry the door hinges, are fitted 
to the top edge of the pan B; and extension is provided for the support 
on the Bide walls, and this carries a 3^-in. diameter boss tapped for a 
114-in. pipe into the bottom of the pan; the end of this boss is flush 
with the side walls and is piped to the sewer. 

This pipe is large enough to carry a flood of water such as occurs 
when cleaning out or when the pressure is released on all the handhole 
gaskets at once, as when a boiler is taken off the line. When the boiler 
is in service, the temperature at this point is such as to evaporate all 
minor leaks if the pan is tight. 

The sketch C shows the usual method of providing for this leak 
where the drip pan is made up of channels and angles and forms a part 
of the door frame. Bolts are generally used to permit adjustment of 
the parts in erecting, and the water leaks through the holt holes and 
also through the side-sheet joint, which is below the bottom of the 
water leg. 

The cast-iron pan has lugs projecting from the bottom to carry the 
stoker cover angles; these dispense with the angle iron D. 

CABBYINO THE LOAD WITHOUT STOKER SHA7TIN0 

In one instance the stoker shafting was damaged badly. Chain- 
grate stokers were used. In order to keep the plant running the appa- 



HOW THE ffrOEEBS WERE OPEBATED imi^EB AS EUXBGEITOT 

ratus shown in the illustration was made from 2 x 4-in. timber. A is 
the lever on the stoker, S is a rope, (7 is a three-legged sawbuck, Z> is a 
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balancing weight of firebricks, £ is a 2 x 4-in. by 12-f t. stick for a lever. 
One man can sit on a box and run a stoker for two hours at a time it 
necessary. 

CHANGINa A STOEEB LINESHAFT 

Where a lineshaf t is used for driving chain-grate stokers, as is usually 
the case where one or more batteries of boilers are equipped with stokers, 
its location becomes a problem, especially where the design includes a 
siftings hopper for discharging into a chain conveyor. 
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DETAILS OF CHANGES MADE IN STOKEB-SHAFT ARRANGEMENT 

The objection to running the shaft directly through the siftings 
hopper is chiefly the deteriorating effect of the siftings on the steel 
shaft, and the waste of siftings through the lineshaft holes in the sides 
of the hopper. The figure A shows a method employed when changing 
the shaft from the outside position B to the position 0. 

The device D was made of wood and was used to lay off the holes 
in the ash-hopper sides and, when held against the tunnel ceiling, gave 
the true elevation for all holes measuring the distance from the tunnel 
wall. 

Bight pieces of 3-in. pipe E were sawed to a length equal to the 
width of the hopper and beveled as shown, and into each end of these 
was driven a babbitt collar F^ bored to a running fit on the shaft. 
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The length of shaft was then taken down and the hangers moved to 
the new location between the hoppers. Two of the pipes E were then 
slipped over the shaft, which was then pushed through the holes cut into 
the hopper sides, also slipping the eccentrics on where necessary. The 
shaft was then leveled and grouted in as shown at A. Wire screen was 
used to give the grout a bond on the pipe. 

The slivers were sawed into and bent back on the pipe ends to 
prevent the babbitt collars F from turning the pipes E, The object' 
of the collars is to hold the shaft central of the pipes while the latter 
are being grouted in; they may be neglected after starting. It will be 
evident that in lining and leveling the shaft, the pipe, on account of 
the collars, will move with the shaft so that the holes in the hopper 
sides must be cut larger than the pipes. In this case a 4-in. diameter 
hole was cut for 3i^-in. outside diameter pipe. These and also the 
hanger-bolt holes were cut before the shaft was changed and while the 
boilers were in service so that the shaft could be moved in the least 
possible time. The new location puts the eccentric directly under the 
drive, and deterioration and sif tings waste are taken care of. 

CLEANma aAQE-GLASSES 

The matter of keeping gage-glasses clean is of great importance 
because otherwise it is quite possible to misjudge water levels. If 
the cause of the clouding is oil, it can be readily removed with chloro- 




^^J^J9^tJ2tJ^. 



AVOIDING INJURING GAGE-GLASS WHILE CLEANING 

form or other solvent. One of the most important points to bear in 
mind in cleaning gage-glasses, especially those used under high pres- 
sure, is to avoid scratching them with some sharp implement, such as 
a wire. Therefore, wood should be used to carry the wiper or, 
better Btill, a small piece of chloroform-soaked rag can be tied to the 
end of a piece of cord, dropped through the glass, and used to pull the 
rag through. Carelessness in cleaning or inserting glasses is the cause 
of a great many "mysterious'' breaks. Care should also be taken in 
replacing glasses to see that they are not left in a strained position 
and that good live packing is used to permit expansion and con- 
traction. 
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CLEABOra WINDBOZXS OF SIFTINaS 

The illustrBtion shows how, by the use of steam jeta, coal siftings 
may be cleaned out of the wind compartments of a chain-grate stoker 
when burning small anthracite. 

The main steam line is % in., with nozzles reduced to % in. The 
main valve is kept closed and the drip valve open when the jets are 
not in use, to make sure that no water drips under the grates. "When 
being put into operation, the drip valve is kept open until all water 
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BTEAU JETS USED TO CLEAE ffTOKEB WIHDBOXEB 

is blown out of the piping, then the compartmente are blown one at a 
time for about one minute and thoroughly cleaned. A short-handled 
hoe is used to remove the siftings from near the cleanout door. 

By providing for this system when the boiler is being bricked in, 
the piping could be more direct, thereby saving considerable work and 
cost. With very small anthracite the compartments are cleaned once 
a day, but with larger sizes every other day is sufficient. Too much 
dirt should not be allowed to accumulate before blowing, and the 
steam line should be kept thoroughly drained to avoid wetting the 
mass 80 it cannot be blown out. 
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OBOXTND CAUSED BOILERS PITTINa 

The boilers in a plant, in constant use for over ten years, had 
never shown the slightest evidence of internal pitting or corrosion. 
Suddenly they began to pit. At about the same time it was noticed that 
the storage battery supplying current for the house-telephone system 
and electric bells was failing; that is, required much more frequent 
charging to maintain it at the proper strength. The battery seemed 
to be in fairly good condition. A ground was suspected in the wiring 
and the trouble was finally located in an underground metal conduit 
in which were three twisted telephone pairs. When the wires 
were pulled from the conduit it was found that the insulation on all 
of them was water-soaked and rotten and the conduit corroded through 
in many places. A new conduit and new wires ended the battery 
trouble and also the pitting in the boilers. 



GUIDE FOB TUBE JPIEANEB 

When turbining a water-tube boiler it is necessary to put one 
hand through an opening in the handhole plate to keep the cutter 
wheels together when entering the cleaner in a tube. A way to avoid 
the work of guiding the cleaner by hand is to use a piece of sheet 
iron shaped into a half-circle, the length being sufficient to project 
from the handhole plate a short distance into the tube. The outer 
end is flanged over and guides the cleaner into the tube and prevents 
the wear of the hose on the sharp edges of the handholes. 



HOME-MADE BAFFLE-WALL MIXTUBE 

A good mixture for protecting boiler baffles is made up as follows: 
About 200 lb. of clinkers that are thoroughly burned and show symp- 
toms of having been heated to the melting point are crushed to a size 
not larger than rice coal. Then about 100 lb. of dry sand is thoroughly 
mixed with the ground clinker. Next obtain 50 lb. of glass and put it 
into a box and powder it as finely as possible. This is then mixed with 
the sand and cinders, after which 50 lb. of good quality portland cement 
is added, and after being thoroughly mixed about 25 lb. of fine dry 
asbestos is added. The batch is turned over and over until the materials 
are thoroughly mixed in a dry state. 

When ready to apply the mixture, a stick of %-in. stock as shown 
at ii is obtained, in the head of which No. 10 nails are driven about two 
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inebes apart all the y/B.y through. The mixture ib then wet just enough 
to make a stiff paste and a wad placed on the nails, run up between the 
tnbes and slapped into place, and the operation repeated until the job is 
finished. After a portion of the baffle is covered use a tool made of a 
btock of wood 2 in. wide, 5 in. long and 2 in. thick, having a handle 



APPLYING THE BATFLE MIXTUBB 



aboat 3 ft. long, as shown at B. A bamboo fishpole makes a good handle. 
This is passed up between the tubes and used to hammer the mixture 
in tight and of a smooth and uniform thickness. 



HAITD DAMPER BEOULATION 

A convenient method of adjusting a hand-regulated damper is to 
use a piece of sixcoil pipe hanger. The boiler front is tapped for two 
%-in. eapscrews at a convenient point, and the hanger is screwed in 
place inverted, as shown in the illustration. 



BOILBR-ROOM KINKS 27 

A wire rope is run from the damper to a small pulley and a few 
links of sprocket chain or a metal ring attached to the loose end of 
the rope. In some eases the damper shaft is not in the center and 
the damper will close itself when the rope is unhooked. Where the 
shaft is in the center of the damper, a weight on the end of the lever 
will close the damper when the cable is loosened. The various books 
permit of a wide range of control from closed to wideopen position. 



A DAUFSB COHTBOL 



EEEFOra EXPLOSION DOORS TIGHT 

Explosion doors on boiler settings frequently give considerable 
trouble from air leaking in between the door and the frame. It is poor 
policy to go to the expense of applying a protective covering to the 
settings for the purpose of preventing the infiltration of air and then 
to allow the doors to pass large qnantities directly into the furnace. 

With doors hii^ed at the top, the frame extends from the wall sev- 
eral inches at the bottom, the door resti:^ upon a packing ring laid into 
the frame, bnt it is difSeult to keep this joint tight. To remedy this 
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remove the ^in. pin from the hinge and replace it with a %-in. one, 
which allows the door to adjust itself to the packing ring. This is not 
possible when the door is held rigid b^ a tight-fitting hinge. 

rZVQB or WATEB-OOLUMN CONNECTIONS 

Brass plugs in water-column connections ma; be arranged as shown. 
BemoTc the plugs when washing out the boilers. It will be observed 



WATEB COLTTUN PIPIWG 

that there are two globe valves in the water-column blow-ofl, so that 
if one gets to leaking the second valve will hold tight. 

POINTEBS ON THE CASE OF QAQE-GLASSES 

Perhaps a little more on the subject of breaking new gage-glasses 
may prove acceptable. At the first opportunity t^e out and clean the 
fittings thoroughly, being careful when replacing them to get them 
fairly in line. 

Use a good quality of glass and soft-mbber rings, just set up the 
nut "hand-tight." Open the upper valve first and let the steam blow 
gently through the drain-cock until the glass is about the same tem- 
perature as the water in the boiler. Then open the bottom valve slowly 
before shutting off the drain-cock. 
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POCKET IN STEAM OONMEOTION TO WATER COLUMN 

A new horizontal-tiibulBr boiler had its water column connected as 
shown in the illustration. The pipe A3C dipped about 2 in. at B, 
forming a pocket or trap. When the water was at the level of the 
lower gage water appeared when either of the upper cocks was tried. 



WATER SKAL IK STEAM CONNECTION TO WATER COLCUH 

Steam would appear for an instant and then water. Opening these 
cocks caused a slight reduction in the pressure in the column and a 
consequent rise of water in the column. The fire was drawn and the 
pipe changed to eliminate the pocket at B, and the trouble was com- 
pletely overcome. 

FSEVENTINa EXPLOSIONS IN WASTE-HEAT BOILEK 
SETTDTOS 

Certain explosions are liable to occur during the reversing of gas 
valves while operating openhearth furnaces, the force of these explo- 
sions ranging from little puffs to very heavy ones. They are caused 
by a mixture of the fresh air with carbon monoxide, which must be 
made to pass off during this operation of reversal. 

Many explosions, often uimoticed because of the furnaces being 
directly connected to a stack, become pronounced when boilers are in- 
stalled; therefore the flues and settings should be kept tight. It was 
at first feared that when waste-head boilers were installed heavy explo- 
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sions would have a disastrous effect on the connecting flues and the 
boiler settings, and because of this danger especial attention should be 
given to proper buckstay construction and sufficient explosion doors 
should be provided to relieve the pressure inside the settings should an 
explosion take place. 

By the proper manner of reversing the valve operation, it has been 
found by experiment that this difficulty can be practically overcome. 
Explosion doors can be so designed as to overcome the possibility of 
injuring and ruining the settings. A most important point is to avoid 
opening up the stack valves from the gas and air checkers at the same 
time or so near together as to permit the hot producer gas and air from 
the checkers to mingle and ignite inside the flues or boiler settings. 

When using this way of reversal, the air-stack valve is opened just 
long enough after the opening of the gas stack to permit the gas that 
has settled in the checker to pass away and mingle with the existing 
gases before the hot air is admitted into the flues by the opening of the 
air-stack valve. When reversing the operation, care should be taken in 
regard to the corresponding gas and air-stack valves. 

In plants where this system of valve operation is carried out, explo- 
sions are often reduced from 40 a day, varying in intensity, to but 
four in 411 consecutive reversals, ofttimes in a period covering five 
days. A heavy explosion is often due to leakage of a hydraulic valve 
which, through an operation of the ram, causes the gas valve to unseat. 

Another system is where interconnected valves are used, sets of valves 
being operated simultaneously. Perhaps the best method would be a 
combination of the two systems; that is, the valves interconnected to 
assist ill their manipulation, but so fixed that the first-mentioned order 
of control will be followed. The connections should be designed so 
that enough time will elapse between opening the stack valves and the 
gas and air valves to make it impossible for the hot producer gas and 
air to combine. 

BEFAOma CAPS, NUTS AND HEADERS OF WATER-TUBE 

BOILERS 

A device for refacing boiler tube caps can be made as follows: To 
a one-horsepower motor is connected a 5-ft. length of flexible shaft, and 
to the end of the shaft is attached a wooden holder. Pig. 1, to which is 
secured emery cloth which is used to face the headers. This holder is 
made by turning a 1-in. thick piece of maple or oak down to 6 in. 
diameter and facing down to %-in. thick. Another piece of the same 
wood is turned to 3^4 in. and % in. thick, and a %-in. bolt hole is bored 
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throagh tlie center of both disks. Circular sheets of No. 1^ emery 
eloth are cut with holes in the center to fit over the bolt and between 
the larger and smaller wooden disks, the whole being tightened by 
means of the nut. This will hold the emery cloth on the facii^ disk 
and the rig is ready to face up the headers. 

For facing the caps and nuts a different rig can be made as follows : 
Take a blank flange 18 or 20 in. in diameter, drill a H4-in. hole in the 
center and fit in a piece of shafting about 3% ft. long. The best way 
is to heat the fsnge and shrink in the shaft. Then put it in a lathe, face 
up the flange miooth and take a cut aS the full length of the abaft 

^ ^' 



FIO. 1. WOODEN DISK FOB FACIHO HEAitERS 

at the time of setting np, so that the face of the disk will be true with 
the shaft. A strong table about 3^ ft. wide and 4% ft. long with 
heavy 6 x 6-in. legs and 2-in. planking was made, bracii^ the sides welL 
Bearings are placed as shown in Fig. 2, for the shaft. A 5-in. diameter 
pulley is placed on the bottom end of the shaft for a driving belt. The 
disk runs at a speed of 300 to 350 r.p.m. A water pipe is run up to 
a point above the disk with a %-in. pet-cock on the end to control the 
supply of water which is fed into a tin trough and which will drop on 
the center of the disk. Sand is thrown in the trough and the mixture 
of sand and water is run very slowly on the disk. Caps and nuts are 
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. TABLE AND CAP BtmFACDta MACHINE 
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held on tfae disk, and they are quickly faced up. Fig. 2 shows the 
apparatus. 

An old pump gland makes a good topbearing by countersinking it 
in the table and grooving it out and placing balls in, as shown in Fig. 3. 
It should be babbitted to fit the size of the shaft if it is too large. Caps 
should be wiped and the finished face oiled immediately. 

RENEWING A WATER-TUBE BOILER HEADER 

Replacing a sinuous header in a water-tube boiler is a comparatively 
simple proposition, but some of the essential details are important. 

The illiistratioQ shows the various stages of treatment of individual 
tubes. D represents a section of firebrick that has been rounded up 



FIQ. 1. DOUBLE DBUU BOILEB SBOWntO HEADEBS 

to fit the tube hole. "Where the tubes are very brittle or crystallized, 
they will all have to be annealed at the ends where they extend through 
the header and at the bearing of the joint. This also helps to break 
the joint, but in meet cases it is not necessary to heat and insert brick. 
The crimping tool E, shown in place in the tube C, is the most im- 
portant tool used; the depth of the jaw, length of the foot and the 
nicety of fit and adjustment are important. The illustration shows all 
that is required, but it may take some careful fitting and filing to secure 
the accuracy which, when obtained, will easily crimp the end of the 
tube all the way around as shown at B. The length of the arm E need 
not be over 18 inches. 
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After tbe whole row of tubes has been crimped as shown at B and 
the nipples or risers are cut loose from the drum or saddle, a rope 
should be passed through a couple of handboles and made fast overhead 
by a couple of turns in order to facilitate lowering, for as soon as the 
bottom end from the fnmaee side is hit with a light timber, the whole 
header becomes loose. 

Tbe tube baffles will bold up the tubes so that thsre is no danger of 
their falling or springing and causing a leaky joint at the other end. 

Replacing a header is a simple matter. All the tubes have to be 
annealed and swaged. After annealing each individual tube with hot 
firebrick, and while the tube is still hot, the tapered pin shown at ff is 



7ia. 3. CBIHFINQ THE TUBE ENDS 

driven into the hole to round the tube up and restore its normal diameter. 
The cup swage shown at f is also used for the same purpose, a small bole 
being tapped in the bottom of each in which a rod is screwed to facilitate 
handling. Swages and pins may be made or turned from extra heavy 
pipe that has been properly forged. 

After the tubes are opened out to their normal diameter and 
annealed, it will be found that strains in the ba£9e plate, warping of the 
tubes, or other strains will have drawn the individual tubes out of align- 
ment so that they will not come fair when the header is drawn up to 
position. For this reason, if the tabes are cleaned and the setting does 
not prevent, the new header is reset in place while the tubes are in the 
condition, as shown at B, and the header is driven back some ten or 
twelve inches until the tube ends are all in the clear, after which they are 
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sqoared up and the header dravn forward again ontil its normal position 
ia regained. The nipples or risers, as the case may be, are first pnt in 
place, A %-in. projection is given at each end and they are then rolled 
in place : this seta and gives a solid foundation to the header, so that the 
water tube will be even and set square before expanding. 

SCALE DEPOSITED IK TBAT 

One of several retum-tubuiar boilers in a certain plant is fed throng 
the blowoflE line. The effect on the circulation of the water in the boiler 



SO&I^ DEPOSmKG TBAT IH BOILER 

was such that all loose scale was deposited on the front sheet over the 
furnace. Thia resulted in a badly bagged boiler on two occasions. A 
boiler inspector suggested the introduction of a tray, as shown in the 
illustration. This is put in place through the front manhole. At times, 
especially when boiler compound is used, this tray is full of loose scale 
at the end of two weeks. No loose scale is found in any other part of 
the boiler. The use of this tray keeps the scale from piling up on the 
sheet and has done away with the old hazard of a bagged boiler. 
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SOLDEBlKa A HAIIDHOLE SEAT 

Some boilers have a beveled groand joint seat at the handholes, and 
the covera can be changed only when a tube is taken out, and it is a 
job to keep thia boiler tight. Lead gaskets which work very well where 
the pitting is not too bad in the seat. In one instance a seat was found 
80 badly pitted that the lead gasket could not be compressed in the 
bottom of the hole. 

After scraping the bottom part of the seat, it was tinned and a 
shoulder of solder bnilt up. It was then peened and scraped down to 



WHESE THE SEAT WAS BOLDEBEi) 

the proper shape. The necessary lead gasket was then pnt in place, 
the boiler closed up and, after getting up steam, cut in on the line. 

STEAM-QAOE-GLASB WATtmCR 

A marker of some kind is nsually placed on steam ga^es, etc., when 
they are to he read from a distance or when it is desired to read them 
jeadily without going close up to see if the pointer is where it should 
be. Generally, an arrow or some such mark is painted on the gage, 
but a better plan is to paint the marker on the glass of the gage and 
then if at any time it is desired to change the point of readit^, it will 
not be necessary to paint a new marker. Shifting the glass to the new 
position answers the purpose. 
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THEBMOMETEB AS A BOIL£B BLOWOFF INDIOATOB AMD 
TANK COUNTER 

A recording thermometer is valuable for the porpose of indicating 
when a boiler is blown down. The thermometer bulb is placed in the 
blowofE pipe, inside a short nipple, to protect it from dami^ by the 
rapid passage of scale or other matter when blowing down. It is also 
valuable as an indicator of the condition of the blowoff valves. 



no. 1. BL0W-OF7 TEUFEEATUBB CHAKT 

The chart, Fig. 1, shows the temperature of the blowoff pipe at normal 
condition ; it also shows at what time the boilers are blown down and 
that the recording pen returned to its normal position, indicating that 
all valves were closed tight. Should a bad leak develop, the chart would 
show an increased temperature. 

For boiler-test work a horizontal cylindrical tank is utilized to 
measure the water used. About midway in the vertical height is placed 
a standard mercury thermometer, also the bulb of a recording ther- 
mometer. On this use a chart making one revolution in twelve hours, 
as a fast-moving chart results in a plainer dif^ram. This is espeeially 
desirable when high-capacity tests are run. This chart indicates each 
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time the tank is filled and emptied and also shows the temperature of 
the water. The chart, Fig. 2, shows that a test began at 8 :50 a.m. and 
ended at 4 :51 p.m., and that 68 tanks of water were used. This is an 
excellent cheek on the men whose duty it is to keep a record of the 
temperature and the amount of water used. 



FIG, 3, TAMK-FIIiLINQ CHAUT 

USES FOB BROKEN FIBEBBIOE 

Ground firebrick mixed with just enough fireclay to form a binder, 
together with a small amount of asbestos, makes an excellent cement 
for patching baffles, arches, door arches and side walls. 

The mixture is as follows ; Ground firebrick, 4 parts ; fireclay, 1 part ; 
asbestos, 1 part. It is mixed with a saturated solution of salt water. 
The firebrick should not be ground too fine. The less fireclay and as- 
bestos used the longer the work will stand, and it is better adapted to 
withstand high temperatures. The mixture should be mixed one day and 
used the next ; in other words, it should be mixed at least twelve hours 
before it is used. 

Broken pipe covering and lagging can be utilized in this way. The 
asbestos makes the compound more ductile or workable, and it will stay 
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pat better. The mixture should not be too wet, bat just moist enoagh 
to amalgamate with another body. 



USma BOILER TUBES IK PLACE OF ANGLE IRONS FOR 
SUFPORTINa BAFFLES 

The illustration shows a way of using old boiler tubes in place of 
angle irons to hold up bafBes in the Stirling type of boiler. By leavii^ 



BOILEK TUBES USED TO SUPPORT BAJPBXES 

one or both ends of the tubes flush with the outside of the setting, air 
will pass through them and keep down the temperature of the baffle 
support, whereas an angle iron would warp and let down the baffle. 

WATER-OOLUHN CONNECTIONS 

In a battery of boileis some have the steam connection of the water 
column in the front bead and others are connected at the top of the 
shell ; some have the water connection at the bottom of the front head, 
and one has the connection near the top of the tubes. 
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The worst performer was the column that had the connection near- 
est the top of the tubes, as the water would jump 6 in. or more above 
the true level. 

It was decided that the cause was due to the fact that the pipe form- 
ing the lower connection was exposed to the hot gases in the smoke- 
box. The pipe was covered with insnlating material, which corrected 
the trouble, as the steam formed in the pipe carried the water up into 
the water column, where there was room for separation to take place. 

WELD-TESTINO DEVICE 

In order to test welds in boiler tubes, the device illnatrated can be 
made. It consists of two pistons, made as shown, one to come on each 
side of the weld. A rubber hose is attached to the rod projection, and 



DIBIOH AND APPUCAOIOH OF TDBE TSSTSE 

compressed air is admitted through the hollow rod and outlets. Thick 
soapsuds are applied to the tube over the weld, and if a leak is present 
bubbles will form. No defective welds can get past if proper attention 



SECTION III 

KINKS IN PUMPS 



DRAIN TRENCHES IN PUMP AND CONDENSER PITS 

Many^ pump and condenser pits are provided with one or two floor 
drains, but the assistance of a broom is required to complete the drain- 
age, and drain pipes have a way of getting stopped up. 

Drain trenches should be run the full length of the pits and should 
be covered with cast-iron grids instead of plates. The trenches should 
be so located that no part of the floor is more than 6 or 8 ft. from a 
trench, and the trenches should be about one foot wide and deep. The 
floor should slope toward the trenches at least one inch for every three 
or four feet. Drains from bedplates, glands and water seals should be 
piped to the trenches and not allowed to run across the floor. If 
proper attention is given to lighting and drainage, there will be no 
excuse for the operators not keeping the pit and machinery within it 
clean and in good order. 

EUERaENCY PUMP REPAIR 

It was found that the metal portion of the piston of an electrically 
driven pump had been practically eaten up by the acid of the mine 
water. An emergency repair was made by using a piece of 2-in. 
oak plank sawed out to a circular section % in. less in diameter than 
the bore of the pump cylinder. The edge of this was then cut away 
to a depth sufScient to take %-in. packing and for a length of 1 in. 
A piece of 1-in. oak board was then procured, sawed to this same diam- 
eter and attached to a piece of 2-in. plank to make the piston of the 
proper length. 

As the available length of the piston rod was not sufficient to accom- 
modate another 1-in. piece, a metal plate was used. This was made 
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slightly smaller than the bore of the pump and was held in place b7 
the regular piston-rod nut. 



HOW pmfP BXFAIB WAS lUDX 

EHEKGENOT PUMP BEFAIKS 

The bead on the steam end of a boiler-feed pnmp was cracked as 
shown. A piece of strap iron, % x 1^ in., was pnt across the head 
with a %-in. setscrew in the center. Iron cement completed a permanent 
repair. 



TWO DIFPIOULT SITUATIONS OVBBCOMK 

The face of the packing nut on the water end of the pump was broken 
off (probably screwed up too tight). A piece of 2 x 6 oak was found, 
and a notched block was made, as illnstrated. Two 1x3 oak boards 
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were then cut the right len^h, the block was placed with the slot ouder 
the rod and against the face of packing nut, then seenrely braced with 
the boards. 

This repair held for several days until a new paekii^ nut was 



The cold water supplied by a duplex pump to the tank that supplies 
the heaters seemed to have a corrosive effect on the east iron of the 
pump, especially around the capscrews that held the brass lining in 



UMIHQ HELD m FLACE BY WOODEN BLOCKS 

the water end, for it ate away the threads so that the screws would not 
hold the lining in place. After taking the water-end head off, it was 
found that the lining was loose, all the screws out and the four lugs 
were broken off. The illustration shows how it was repaired. By 
placing pieces of wood about 6 in. long, % in. thick and about ^/„ in. 
wider than the distance between the end of the lining (when it was 
in place) and the head and pulling the head up solid, it was possible to 
Dse the pomp and keep up the supply of water until a new lining was 
procured. 
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HOMEHABE PUHP-LINE STBAINES 

The stTuner, made as iUostrated, was placed in the water rapply 
line for a tarbine air pump serving a 2500-kw. turbine. 

The supply line is 4 in. A 5-in. flai^ce was bored out to fit the 4-in. 




pipe and to which the flai^ B of the tee was bolted. The outlet fiai^e 
was fixed in the same manner. The hole in the babbitt flange fastened 
into the fiange B, ia t&p«red so as to make it easy to insert the strainer. 
The babbitt flai^ in flange A is fastened to the strainer by means of 
three machine screws, and has a hole in it to make it easy to remove 
and to steady the strainer when being replaced. If the lathe is too 



KINKS IN PUMPS 46 

small to handle the tee, the machine work can be done (m a drill press 
with a home-made cutter. 

IMPROVEMENT IN PUMP VALVES 

Shortly after hard-rubber composition valves are put in use, the 
parts over the openings between the ribs of the seats become raised 
slightly, and as the valve does not always seat in exactly the same posi- 
tion, the raised part may prevent tight closing. A remedy is to turn 
oat the central portion, forming a circular groove as shown in the illos- 



BUBBSB PtnCP TALYB IHPBOTZD BT BEDUCIHO FACB 

tration. The valves do not warp; when they require refacing it is 
much less labor than with a solid face. 

IMPROVED FUHF-VALVE SEAT 

The illustration shows an improved pump-valve seat used on pomps 
in a mine shaft. The water is high in sulphur and soon eats the valve 




PUUP-TALVK SEAT GBOOVSD AKt> FILLKD WITH 80LDBB 
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seats ont where the water discharges over the outer edge of the seat. 
Turning a groove in the valve seat and filling it with solder, half lead 
and half tin, will prolong the life of the seat 50 per cent. At the left 
in the illustration the removable seat with the groove is shown and at 
the right its position in the pump. 

INSTALLATION AND USE OF AIK OHAHBEBS 

The illustrations show arrangements suitable to various locations, 
all of which will work satisfactorily. Of these, Pig. 1, where a riser 
turns into a horizontal run, is probably the most desirable, as it re- 
quires fewest fittings; these are all standard and in it the air column 



meets the flow most directly. Equally effective is that shown in Fig, 2, 
for use in horizontal runs. Many similar air chambers have been con- 
demned because the baffle to direct the stream upward has been omitted, 
The baffle need not fit water-tight, but should fit reasonably close and 
be firmly fastened by welding or screwed clips, as in long lines the 
pressure against it is considerable. 

Arrangements shown in Pigs. 3 and 4, where a horizontal line tnmB 
sideways or downward, are also good, but that shown in Fig. 5 should 
not be installed except where there is a supply of compressed air avful- 
able for filling. 

The best results are obtained by making the air chamber of the 
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same size pipe as the f«ed line and obtaining the necessary volame by 
increasii^ its length. If it is made either larger or smaller, there will 
be an abrupt change of velocity in the water entering or leaving the 
air chamber, with a corresponding loss of energy and efficiency. For 
the average plant the dimensions shown on the sketches are ample, bat 
for very long lines, sncb as occur in pnmpii^ plants, etc., the height 
should be considerably increased. 

But no matter how well located the air chamber is, it must contain 
sufficient air to provide a cushion, and in plants where no supply of 
compressed air at or above boiler pressure is available this is often dif- 



FIO. 5. REQniBES 



ficalt to maintain, as the solvent power of water for air increases directly 
with the pressure. For instance, at 150 lb. it will dissolve eleven times 
what it would in an open tank, and any air in the air chamber rapidly 
disappears. Under such conditions it is customary to use the feed 
pump as a compressor, where the suction pressure is not too high, 
opening the water-cylinder dnun-coek on the suction stroke, or with an 
opwi heater lowering the water level during a light-load i>eriod so that 
the pump sucks some air. 

A slightly more elaborate but effective arrangement is shown in 
Pig. 6. This also has the advantage that by throttling the valve it can 
be arranged to deliver just the quantity of air desired. 
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LOOSE Am-FUMP FLUNOEB HADE FAST 

An air pomp began pounding badly and tbe vaeuuin dropped back 
St intervals. Upon taking out the plunger, it was found that the piston 
was loose on the rod, as shown in the illustration. It was made fast 
in the following way; A washer was made out of ^^-in, copper to fit 
the piston rod and fastened to the piston with two Vg-in. capacrews. 




FIBTON AND BOD BEFORE AKD APTEB REFAIBB 

The piston and rod were replaced in tbe pump, tbe piston packing 
put in to bold the piston central and the follower plate bolted down. 
Babbitt metal was then poured into the recess and peened down, and after 
fastening the washer securely, the job was done. 

HAINTAININa AIR IN AIB CHAHBEBS 

The desirability of air chambers on boiler-feed lines, at least when 
reciprocating pumps are used, is recogaized by most engineers. Two 
small reciprocating pumps were used as boiler feeders, and were con- 
nected to a common suction pipe about 80 ft. loi^, and tbe effect of 
synchronizing was to set up heavy pulsation on the discharge side, 
which caused tbe boiler-feed cheek valves to clatter and which also broke 
a tube in the economizer. 

An air chamber A was then placed on the discharge side, consisting 
of 6 ft. of 8-in. pipe with a plug at the top, a water glass being fitted 
so that the air volume could be observed. This air chamber was put in 
operation by first closing a 4-in. valve B at the bottom and drawit^ 
the water from it by means of ^-in. cock C just above the latter valve, 
while the tur entered through another ^-in. cock D at the top. The 
4-in. valve was then opened and a small air cushion formed. 

Although no leak could be detected, the air volume gradually de- 
creased, due perhaps to its absorption by the water, and the necessity 
for some kind of air pump was obvious. The average pressare in the 
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feed line was about 200 lb. and the air eompreasion would famish only 
65 lb. A diaplaeement ring was therefore installed, the material for 
which was mostly obtained from the scrap pile. This consisted of 
another section of 8-in. pipe S set up in a vertical position but about 
10 ft lower than the ar chamber. A ^-in. cock was placed at both 



ABBANQEMENT OF AIB CHABOINO CHAMBERS 

top and bottom and ^-in. pipes F and connecting the top and bot- 
tom of the two chambers, with valves placed near the bottom chamber. 
The air in the latter was displaced by the water which came down the 
Vt-ii- pipes until the pressures were equalized, and then the compressed 
air ascended in a few seconds to the upper chamber. A few operations 
1 to fill the latter three-quarters full of compressed air, and a 
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few minutes' daily attention was all that was required to keep it there. 
All pulsation in the feed lines disappeared. 

BEPAIBINO PUMP PISTON BOD 

Should the piston rod of a small pump break, drill a ^-in. hole 
parallel with the rod in each end where it was broken and tap them 




BUOnON SETTLING POCKET AND PUMP-BOD BEPAIB 

out to % in., put in a continuous-thread stud and screw it up tight 
until the rod ends come together, as shown. The pump may thus be 
kept running until another rod can be obtained. 

BEPAIBINO A OENTBIFUOAL PUMP 

A four-stage centrifugal pump used for boiler feeding, speed 2100 
r.p.nL, and built to deliver about 200 gal. per minute at a pressure of 
200 lb., operated satisfactorily until a marked falling off in capacity 
was observed. 

When the disks and pump rotors were all removed, it was discovered 
that the impellers were badly worn on the suction side, as shown in 
the illustration at A, B, C and D, which also shows the wear on the 
renewable sealing rings and suction ring, this wear being caused by 
the rotating parts puUing endwise when the thrust bearing let go. 
The impellers did not show any wear due to erosion, so it was decided 
to repair them by filling in the worn places with bronze. The filling 
in of the impellers was done with an oxyacetylene-welding outfit. 

By reference to a cut of the pump and measurements taken from 
the diaphragmjs the total end clearance was determined to be ^/64 in., 
and the impellers and sealing rings were finished to give that clearance. 
A new shaft was made to the same dimensions as the old one, and as it 
was thought best to try the pump for end clearance before assembling 
it in place, it was assembled on the shop floor and the end clearance 
was found to be % in. The parts were assembled in the casing, all 
the connections made, and the shaft was then pushed as far as it would 
go toward the discharge end and the shaft marked in line with the end 
of the outboard bearing nearest the thrust bearing. Then it was pushed 
as far as it would go toward the suction end and the shaft marked 
at the end of the same bearing. The distance between these two marks 
was a measure of the end clearance, and it was found to be the same as 
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when assembled on the shop floor. The clearance was then split and a 
new mark made on the shaft one-half the distance between the other 
two and the shaft pushed toward the discharge end until the new mark 
was even with the end of the bearii^. A new throst bearing was then 
pnt in place and shims placed between it and the end of the outboard 
bearing to bring the center mark in line with the end of the bearing. 



WOBH tUPELLEB AMD TUBBDIE BOTOB 

BEPAISINa OSAOEED PUMP CASZNa 

The discharge casii^ of a lai^ centrifugal pump developed a crack 
while the pmnp and its 30-in. suction line were being tested. The crack 
was on the top of the upper half of the casii^, running lengthwise and 
practically in a straight line for 18 in. To repair this fracture, the 
casing was chipped at two equidistant points from the ends of the crack 
to receive the links, as shown in the figure. These links were made of 
%-in, boiler plate and constructed to give a snug fit when cold. The 
crack was then treated to an iron-cement preparation while a low 
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vacuum was kept on the pump ; the links, after being given a good red 
heat, were dropped into place and a piece of a hacksaw blade slipped 
between the lips of the \i-r\ l F H and casing, givii^ a good fit. The crack 
was drawn together firmly as the links cooled. 



HOW THE CKACEED CA3IKQ WAS REPAIRED 

WHY A OENTBIFUaAL PUHP FAILED TO FEED BOILEBS 

In one instance one or two three-stage centrifugal pumps were started 
and appeared to be operating all r^ht, but as soon as the throttle was 
closed on No. 2 pomp the pressure began to drop and No. 2 had to be 
put in service again to keep the water in the boilers. 

Since the load was very light at this time, No. 2 pump was stopped 
to see if No. 1 would pick up the pressure after a few minutes; but 
instead of stopping, No. 2 pump started to run back after the throttle 
was closed. 

This showed conclusively that the dischai^ check valve on No. 2 
was the cause of all the trouble, for as soon as its speed dropped suf- 
ficiently, No. 1 pump had bypassed its water through the other and 
thus could not keep up the pressure. 

TOOL FOR PULLING WORN HTDBAULIO VALVE SEATS 

For pulling out worn hydraulic valve seata, the tool shown herewith 
is a time and labor saver. To make, turn down a piece of round stock 
long enough to be used on the pnmp, as shown at A, and threaded for 
a %-in. nut, providir^ enough stock at the other end to turn a 30-deg. 
taper and of a diameter to make a sliding fit through the valve seat. 
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Make a boshing C to fit half-way down on the taper of the puller, the 
bottom end of the bushing having a alight lip. Then split the bushing 
with a haeteaw and the tool is made. 

To use, push the puller through the ralve seat and then put the 
bushing on the pusher, holding it together with a rubber band. Next 



HOW THE VALVE-SEAT PDLLEE IS APPLIED 
push the bushing down over the taper of the puller until a good hold 
is obtained on the valve seat ; then put the iron clamp D over the puller 
and jack the seat out with the nut. 



WABHEB BIVSTED ON WORN EHD OF FTTUP ABU 



54 THIRD POWER KINK WOK 

WOBN FUUF-VALVE ABH BEFAISED 

Trouble was had with a hotwell pomp. The long arm becoming 
worn St the spool allowed the arm to slip out of the spool, stopping the 
pump. A quick and satisfactory repair was made by rivetiiig a 1-in. 
washer on the end of the arm with four small rivets, as shown on 
page 53. No more trouble was had with the arm slipping out of the 
spool, and the washer can be quickly replaced when it becomes worn. 

VAFOB BELIEF FBOU SUCTION FIFE 

The illustration shows how the problem of water-hammer in a pump 
suction hne was solved in one plant. The open feed-water heater de- 
livered the water at about 212 deg. F., but the hammering ceased when 



VAPOB PIPE FROU POtP SlJOnOH PREVENTS WATEB-HAMMER 

the exhaust steam inlet to the heater was choked and the temperature 
of the water lowered, so it was surmised that steam bubbles formii^ 
in the suction pipe caused the trouble. Allowing these bubbles to rise 
in the standpipes and return to the heater stopped the hammering 
entirely. 



SECTION IV 
KINKS IN VALVES 



BOILEB BLOWOFF VALVES 

The stop-cock shown in the illustration is packed at both sides of 
the plug. The pressure on the glands at top and bottom as applied by 
the stnd bolts and the nuts adjusts the friction between the plug and 



BI.OWOFT COCK OP SPSCIAL DESIGH 

the body by raising or lowering the wei^e-shaped plug. The packing 
acts as a bearing, and the plug moves with an easy and even motion. 
Besides the packing gland there is an extra guard on top to prevent 
the plug from blowing out. 

The illustration shows a blowoff-piping arrangement that can be 
used with excellent results. On the end of the pipe that extends from 
the boiler through the brick wall, a tee is used instead of an elbow 
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and when the boiler is inspected the plug in the outer end of this tee 
is removed, making it possible to ascertain the exact condition of the 
pipe. Both the asbestos-packed plug cock and the gate valve are located 
in vertical sections of the pipe. 

The gate valve is first opened wide, then the cock is opened to its 
full capacity. When the water level is lowered to the proper point, the 
cock is slowly closed, then the gate valve is closed. One advantage of 
this plan is that scale and sediment go through the gate valve when it 
is wide open and is therefore not likely to injure the surfaces that come 
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ONE ABBANGEMENT OF BL0W0F7 PIPING 

together when the valve is shut, and anything that can get through the 
pipe will pass through the valve. Sediment cannot lodge in the bottom 
of the valve, because it is in a vertical position. 

If the plug cock leaks a little it does no harm, because it is used only 
to gradually start the flow of water through the blowoff pipe, then to 
slowly bring it to a state of rest. If small pieces of scale should be 
caught in the cock when nearly closed, they would be sheared off with- 
out preventing the cock from closing or injuring them. 



OABE OF PIPE-LINE VALVES 

When valves become hard to open and close, some engineers use 
a wrench or bar without any thought of locating and correcting the 
defect. In the first place, the packing should be kept lubricated and 
should be renewed often enough to prevent leakage. Many high-pressure 
gate valves can be packed when wide open and under pressure. 
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The stems of rising-stem valves should be given an application of 
graphite and cylinder oil at regular intervals. If this attention does 
not correct the trouble, the stem may be binding at the threads. To 
overcome this, the threads should be given an application of valve- 
grinding compound, and the valve should be opened and closed a few 
times. The grinding compound should then be cleaned off with kero- 
sene. 

Gate valves sometimes work hard on account of binding between 
the wheel hub or nut and the yoke. The nut should be removed from 
the yoke and cleaned and, if necessary, dressed off with a file. Before 
being replaced, the nut should be coated with graphite and cup grease. 
For positive assurance against the trouble occurring again, drill an oil 
hole in the yoke or put on a grease cup. 

OAST BRASS VALVE SEATS POROUS 

In a certain plant the blowoff valves gave a lot of trouble. Several 
new ones were faced up and tested with city water pressure, but only 
one out of five was fit to use ; the others leaked badly because the casting 
was spongy or porous. 

A coat of solder applied to the backs of the disks made them tight. 

COLUMN BLOWOFF VALVE LEAKS 

Considerable trouble is had with the blowoff valve on the bottom 
of the gage-glass dripping constantly. Although they may be fre- 
quently renewed they will not stay tight long. Extending the pipe from 
the bottom of the gage-glass and putting the blowoff valve on the lower 
end of the pipe seems to protect the valve to some extent and prevents 
leakage. In that way the blowoff valve lasts considerable longer. 

HOBIE.MADE AUTOMATIC PUMP STOP VALVE 

In a certain instance water was pumped into a closed iron tank, and 
the relief valve would occasionally be open for a considerable time 
before someone came along and shut off the steam supply to the pump. 
Finally, the stop device shown herewith was made. It consisted of two 
stuffing-boxes which are attached to the ends of an old 3-in. diameter 
pump cylinder taken from an iron hand pump. A %-in. hole was 
drilled and tapped in the side of the cylinder for a pipe, which was con- 
nected to the pump discharge pipe. The cup leather of the old plunger 
was used with an iron washer behind it. A %-in. rod passes through 
all and is fastened to the stem of a lift gate valve, a handle being fitted 
to the top of the rod. The whole is shown in the illustration. To start 
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the pump the handle is raised ; this admits steam to the pump cylinder, 
and the friction of the packing in the stufl&ng-boxes holds the valve in 
an open position. When the tank is filled, the pressure rises and, back- 
ing down through the i^-in. pipe, forces the cup piston in the cylinder 
down, thus closing the steam valve. The relief valve was set to open 
at 10 lb. pressure. 
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PIPING AND VALVE CONTROL 

SEEPINO OHEOE VALVES FBOM HAMBIEBINO 

Hammering of check valves can be corrected as follows: Cut a piece 
of coil spring the right length to go in between the cap and the swing 
check to prevent the valve opening wider than necessary. The spring 
should exert the least force that will stop the hammering because it is 
a resistance against the flow of the water. The same is true, of course, 
with regard to the springs on pump valves. 



LEAKT SAFETY-VALVE SEATS 

If a safety valve leaks after having been reseated or ground in, an 
examination may show that the leakage occurs between the seat and the 
valve body. When the valve is cold, the seat may be found to be quite 
loose. This may be accounted for by the fact that the unequal expan- 
sion of the bronze seat and iron body compresses the seat. If the seat 
seems to be tight, it is a good plan to invert the valve and fill it with 
water in order to locate any leakage. 

The remedy for a loose seat is to expand it with an ordinary tube 
expander. If the seat is of sufficient length, the expanding should be 
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done below the top of it. Afterward the valve should be reseated and 
ground in in the usual manner. Some types of globe and angle valves 
can be repaired in the same manner. 



KAKINO A PBESSXTBE BEOULATOB MORE SENSITIVE 

The pressure of a heating system would drop, and the regulating 
valve would remain open until the pressure built up and forced the 
back-pressure valve to open before the reducing valve would close. 

While investigating it was noticed that the diaphragm chamber of 
the reducing valve was warm, and as the pipe leading to it was trapped, 
it was concluded that when the diaphragm lowered, the water in the 
chamber below it was pushed into the steam pipe and carried away, 
and when the pressure accumulated enough to push the diaphragm up, 
steam took its place in the pipe and chamber. 







FIG. 1. GHAKQED PIPDrG TO DIAPHRAGM AND NEW VALVB DISK 

^0 remedy this condition a chamber of 2-in. pipe and suitable fit- 
tings of sufficient capacity to hold enough water to fill the diaphragm 
chamber and connecting piping was made, and installed horizontally 
near the ceiling and connected from the under side at one end with 
the diaphragm piping and from the upper side at the other end with 
the reduced-pressure piping, Fig. 1. This resulted in marked imjprove- 
ment. 
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The reason for giving the water in the diaphragm pipe an increased 
height was to get a greater pressure on the diaphragm in order to take 
up all lost motion in one direction that the 2-in. horizontal pipe afforded. 
It also gave sufficient capacity for the water head in it to vary but an 
inch or less in height and so kept the water column constant. 

However, with this change the valve did not operate satisfactorily 
as it seemed to open too wide and showed a tendency to dance. The 
valve was taken apart and a disk made out of a brass pump-valve plate 
was slipped over the valve spindle against the wii^ of the valve and 
pinned there, Pig. 2. The valve was assembled and the thing was done. 

It was reasoned that when the valve opened wide the steam issuing 



no. 2. AFPLICATtON or NEW DISS TO TALTB 

through the valve, which was a double-seated one, struck the disk form- 
ing the bead with such velocity that it tended to force the valve further 
open and unbalance it, as the steam issuing through the other seat met 
no such obstacle, and that the disk that was installed provided the re- 
sistance. The two forces then balanced each other and left the dia- 
phragm to take care of only the pressure variation. 

UETHOD OF TTTBNINa ON STEAM IN LARQE LINES 

Accidents and consequent losses, both direct and indirect, due to 
the failure of steam piping and fittings while being cut into service 
when steam is being turned in, have apparently all been due to expan- 
sion strains rather than pressure strains. The expansion strains which 
caused the damage were usually different from those which were present 
after the line had been heated to full temperature. 
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A further analysis discloses the fact that the particular form of 
expansion causing the trouble has been in most cases due to the presence 
of air in the steam line at the time steam was being turned on. Air, 
having approximately twice the density of steam, remains at the bottom 
of the pipe and prevents the steam from coming in contact with (and 
thereby expanding) parts of the piping. On a straight run of hori- 
zontal piping the result is a tendency to ** rainbow" the piping. This 
has been proved by actual test. The further result of this action is to 
put a heavy compression strain on the upper half of all joints and 
fittings and a corresponding tensile strain on the lower half. This trouble 
is experienced to a greater extent with large than with small piping. 
This may be due either to the pipe being so small that the air and steam 
do not remain stratified, or possibly to the great flexibility of the small 
piping. 

The method of turning on steam, which will prevent trouble of this 
kind, is as follows : 

All the drains and air vents on the line are opened. Steam is turned 
into the line very rapidly, the valve being opened one-fourth to one-half 
its full opening. This applies not only to low pressure, but to high 
pressure as well. This procedure results in driving the air out of the 
line very raidly and allows the pipe to heat uniformly. To engineers 
who have been accustomed to '* warming up'' slowly, or *' soaking'' the 
line, this method will no doubt seem dangerous, but the results obtained 
from close observation and actual test indicate that it is the best that 
can be followed. 

The same phenomena take place in starting up a steam turbine. In 
the Parsons type of machine where the blade and clearances are small, 
the *' warming up" method of starting is likely to cause blade failures, 
because when a machine is standing still, the spindle and cylinder *' rain- 
bow" in the same direction, but as soon as the spindle revolves one- 
half a revolution, the top of the spindle (then at the bottom), unless 
the clearances are large, rubs the bottom of the cylinder. The new 
method is to open the throttle quickly until the spindle starts to re- 
volve, after which the throttle is almost closed again, allowing the tur- 
bine to revolve slowly until the heat is evenly distributed. 

PAOEINO VALVE STEMS UNDER PBESSUBE 

Packing a globe valve with the pressure coming above the valve disk 
can be easily done by taking a piece of band iron % in. thick, % in. 
wide and 4 ft. long and making a^ clamp of a size to get around the 
packing nut. 
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To pack the Talve, first opeu it wide, so as to check the flow of 
escaping steam as much aa possible from around the VEilve stem. Then 
remove the valve wheel and the packing nut. A piece of burlap may 
be thrown over the valve to baffle the steam. 

The packing rings should be a loose fit aroond the valve stem and 
a tight fit inside the packing nut, enough new ring being used to fill 
the nut about three-fonrths full. The clamp can then be tightened to 
the stufGng-nut for screwing it in place on the valve. The strap is then 
removed, and the operation need not take more than two minutes if 
everything has been made ready. 

FLOAT CONTBOL FOB PUMP 

The illnstration shows a simple tank-pump float control. The float 
is a log heavy enongh to overbalance the rod, weight and eonueeting 



DETAIL OF VALVE QEAB 



line. The limits A and B can be set so that the pump will not begin 
working until the tank is nearly empty and will stop when the tank 
is fall or at any other point desired. 
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BEFAOINa HTUP VALVES 

A wrinkle for refacing pump valves is as follows: Pat them in a 
small lathe, turn them up with a facing tool and finish with a block 
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BEFAOINQ PDUP VALVI IN LATHE 

of wood covered with No, 00 or No. li^ sandpaper. This is quicker 
than handwork and makes just as good a job. 

RESEATma A aLOBE VALVE 

A cheap way of reseating a globe valve is to simply tap the seat end 
of the valve all the way through and screw in a brass nipple until it 
protrudes about one-eighth inch. The end of the nipple being squared 
off, serves as the seat, as shown in Fig. 1. 

The 2^in. globe throttle valve of an ei^pne leaked so badly that 
it was necessary to close the stop valve at the boiler in order to stop 
the engine. The seat of this valve was in snch bad condition that grind- 
ing was out of the question. The only machine was a small hand- 
power blacksmith's drill press, which was bolted to a post. This was 
taken down and secured to a timber in a horizontal position, Pig. 2. 
One end of a piece of hardwood was cut down to fit into the drill chuek. 
A short block of wood, with a nail in it, was clamped in proper position 
and made to do duty as a tailstock center. Then with a man turning 
the drill press, this piece of wood was turned with a hand tool, one 
end being slightly larger than the valve seat, and its face beveled to 
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no. 1. HXPPLE rOBMB VALVE BEAT 



VIO. 3. AN EMBBGBNOT TALTX-aBtHBmQ TOOL 
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an angle of about 45 deg. The rest of the stick was turned to fit loosely 
in the hole in the valve bonnet. This was to guide the tool and hold 
it steady. These details are shown in the upper illustration. A piece 
of hacksaw blade was then fitted into the 45-deg. bevel and tightly 
wedged in place, and was ground down on a grindstone almost to the 
wood, so as to give but little clearance, to prevent chattering. The tool 
is shown at the lower left side of the illustration. The application of 
the tool to a valve is shown at the other side. 

The valve bonnet was then slipped on the shank of the tool and 
screwed into place. A lagscrew in the end of a piece of timber secured 
to the side of the mill furnished the feed, and by turning the tool with 
a wrench and feeding carefully with the lagscrew, the valve seat was 
soon machined in good shape. 

Another short piece of wood was then held in the drill chuck and 
turned so the valve button would screw onto it, and with a man turning 
the drill press as before, the button was filed smooth, as it did not run 
true enough to turn it. A piece of emery cloth was burned on a shovel, 
and with the powdered emery thus obtained the valve was ground in 
the usual way. 

THROTTLE HAD TOO MUOH PLAT 

A 1500-hp. cross-compound Corliss engine suddenly showed diffi- 
culty in taking care of the regular load of about 1000 hp. Indicator 
diagram A, Pig. 1, had been taken a few days previously, but card B 





A B 

FIG. 1. TWO SETS OF DIAGRAMS FROM SAME ENGINE 

was the best that could be obtained. The dropping steam line showed 
wire-drawing, a throttling efiPect on the steam, or the piston leaking 
badly. 

Notes of the water used in the condenser showed no increase over 
previous days, and equally good vacuum eliminated the possibility of a 
faulty piston. A steam gage at the receiver separator near the throttle 
showed practically full boiler pressure, so the trouble evidently was at 
or near the throttle valve. This valve was one that opened away from 
the operating wheel, having a left-hand thread on the stem, Pig. 2. The 
stem also actuated the bypass. 

The cover was removed from the valve and it was found that the 
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nut holding the valve disk in place tiad moved back to nich an extent 
that the main disk remained on the seat when the stem had reached its 
limit, allowii^ only the steam that passed through the bypass to operate 
the eninne, which was carrying about 66 per cent of full load. 



riG. 2. TTPS OP VALVE THAT GAVE TBOUBUE 

TKOUBLE WITH SPRAY VALVE FACKINO 

Trouble with spn^-valve packing on a semi-Diesel engine with 
closed tap valve may he had if the stuffing-box is not deep enough, aa 



BABBITT WASHES APPLIED TO STUTTTHO-BOX 

the shredded metallic packing used will work out around the outside 
of the gland enough to keep it from drawing up and keeping the pack- 
ing tight on the valve. 
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To remedy this trouble cat a piece of babbitt % in. thick and large 
enongh to cover the opening in the stufQng-box. Then drill a hole in 
the center of this the size of the spray valve and cut the piece down to 
a little larger than the opening and force it into the box so as to get 
a better fit on acconnt of the box being badly scored. 

VALVE AUTOHATIOALLY CLOSES WHEN TANK FILLS 

The elevated tank in a certain plant had to be filled every morning 
for the day's supply, and the supply pipe was rather small. This meant 



OVERFLOW BXUUSZS WEIGHT TO CLOSB VALVE 

a long wait for the engineer while the tank was filling or a retam trip, 
which was sometimes deferred a little too long and an overflow resulted. 
A different level was also desirable for different processes. The engineer 
rigged np the device shown in the illustration so that he could simply 
open the valve, set the stop against it and go about his other duties. 
When the tank fills to the point at which the small overflow is set, the 
pail partly fills and trips the catch and the suspended weight closes the 
supply valve. 
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VALVE-BESEATINa DEVICE 



A y&lve-reseatin(f device which was designed to reclaim a number 
of old globe valves and which should be found generally useful is shown 
in the illustration. Its operation ma7 be described as follows: The 
sleeve B revolves in the body A, and the spindle C slides in B and is 
splined from the cutter D to the upper end. The sleeve B has a driving 
key H, which carries the cutter. The spindle C, with the cutter D, is 



as 



VALVE RESEATING DEVICE 

raised or lowered by the screw F, actuated by the wheel O. The cutter 
is gibbed to fit the spindle and is held in place by the key E. The 
body A is threaded to fit three consecutive sizes of valves; the one 
shown handles 2, 1^, and 1^ in. A separate cutter is required for 
each size of valve. 

To lue the device the valve bonnet is unscrewed and removed, and 
the reaeater screwed into its place. The cutter is fed by the wheel O 
and revolved by the handle until a safficient cut is made. The valve 
need not be removed from the pipe line. 

A minor drawback to the device is that it will fit valves of only 
one particular brand; that is, those that have the bonnet threaded to 
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one standard range of sizes. The cost of making the reseater is small, 
however, and it is paid for when one valve of each size is reclaimed. 

VALVE-STEM FAOKINO EINE 

When packing a gate or a globe valve, nsii^; a packing nut that 
screws onto the neck of the valve bonnet, it is sometimes difficult to 
start the not on, if it is well filled with packing. This difficulty may 



BCBEWINO ON A PAOEIKCf NUT 

be avoided by opening an ordinary monkey wrench a little wider than 
the diameter of the valve stem, and placing it over the stem between 
the valve wheel and the packii^ nat, as shown. If the valve wheel is 
then tamed until the nut is brought up to the threads on the valve 
bonnet, and the nut is turned at the same time, it will start on easily 
and there is plenty of packing around the stem. 

In ease the distance between the nut and the valve wheel is too great 
to permit the use of a monkey wrench, a piece of wood of the proper 
thickness may be used. 



70 THIRD POWER KINK BOOK 

wateb-ooluhn blowoff valve 

Water-colnmn blowoff service is similar to boiler blowoff service in 
that it is a valve that is subject to extreme temperature changes and 
the passage of a certain amount of grit and dirt over the holding faces. 

A blowoff valve with a protected seat and disk, as illustrated, would 




Pmaurw Otncthn 



DESIGN OF DISK AND SEAT 




solve the problem and, if used, water-column blowoff difficulties will be 
vastly decreased. 

It is particularly suited to take care of the differential expansion 
between the internal and external parts of the valve. Therefore, when 
this valve cools, the disk is really pressed tighter to the seat than when 
closed off while hot, thus insuring against this seat lifting when cool- 
ing down. 



SECTION V 
LUBRICATING KINKS 



OEAHama a double-connection to SZHOLE-OOmiEOTIOH 
LUSBICATOR 

The illustration shows a standard donble-coimection lubricator, 
changed to be used as a single-connection lubricator. It was used on 
the steam-extraction gear of a steam turbine, and as the steam line eam'> 
in from bdow, there was no overhead line to tap in on. 



OOMNEOnOH Oir LUBRICATOR 



The %-in. b? >4-in. tee A was used as shown. A %-in. pipe was 
put in from this tee to the water chamber, this pipe being 18 in. above 
the top of the water chamber of the labricator. This gave a sufficient 
head of water in the leg 5 of the pipe. 
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CHAHOED THE LUBBIOATOB PXPING 

When a drop of oil disappears ap the sight glaas of a labrieator, 
it does not indicate that the oil goes where it is needed, and the engineer 
must decide by the ronning of the engine as to whether it is being 



OHAKOED LUBRIOATOR OCTtiET 

properly Inbricated or not. In one instance the lubricator connection 
to the steam pipe was held with but two threadB. The oil was running 
down on the inside of the pipe and not mixing with the steam, so that 
the head-end of the cylinder was getting practically all the oil and the 
crank end none. A bushing was reduced from ^ to % in. and a %-in. 
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nipple screwed through it long enough to reach to the center of the 
inside of the pipe above the throttle valve bo that the oil coold always 
mix with the steam going to the cylinder. 

CORRECT LOCATION FOB CYLIMDER-LUBRIOATOR PUUP 

Three cylinder lubricators, of the pump or force-feed type, gave 
trouble by getting hot and failing to work until cooled down. The 
difficulty was overcome by lowering the pump one-half inch below the 
discharge into the cylinder so that there ia oil in the lower part of 
the pipe at all times and the steam cannot get back into the pump. 

EASILY VADE OIL FILTERS 

An oil £lter that is a little out of the ordinary ana that can be 
easily made is shown in the illnstration. 



OTL-WASHINO TAKE BELIEVES FILTERS 

Tank A is a SO-gallon rai^Ee boiler and 5 is a small oil filter. Tank 
A is filled about half full of water. The used oil is poured into the 
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fnunel at the top, which holds about three galloiis, and flows slowly 
down the pipe extending inside of the tank to the bottom similar to 
the eold-water pipe in a range boiler. The cock is partly closed to regu- 
late the flow. The oil then passes up through the water to the over- 
flow pipe at the top of the tank, during which time the water washes 
out the foreign matter and cleanses the oil. The drain-cock at the bot- 
tom of tank A is opened at intervals and the sediment flushed off and 
clean water added at the top. It is necessary to clean the second filter 



TWO FOBMS OF HOHS-MADE OIL FILTERS 

only at long intervals and clean oil is assured with Little attention. It 
could be improved by means of pumps to handle the oil automatically. 
An oil filter may be made by obtaining a sound oil barrel with a 
receiver, set into the head, as shown in Fig. 1, made of galvanized iron, 
or even an empty 25-lb. cup-grease can, will do good work. A pipe is 
attached, in any convenient way, to the bottom of the receiver and 
extended nearly to the bottom of the barrel, which is abont half filled 
with water kept warm ta expedite the action. The perforated bottom 
B in the receiver holds several thicknesses of burlap and some clean 



LUBRICATING KINKS 75 

waste. Clean oil is drawn off at C. The filter may be partly or wholly 
inclosed in a cabinet if desired. 

A little more elaborate filter may be made as shown in Fig. 2, of 
galvanized iron. 

EMEBQENOT REPAIR TO LUBRICATOR PLUG 

The threads on the filling plug of a Inbrieator became so badly worn 
that the plug would not hold owing to eoontlcss removals and inser- 
tions which had blunted the threads. A hole was drilled in the end 
of the plug to a distance a little beyond the threads, leaving a fair 



PLUGGED THE LDBBICATOR FILLISG PLCO 

amount of stock. A taper pin was filed and driven into the hole to 
expand the lower end of the plug, thus enlai^n^g the threaded portion. 
After being expanded until it was a snag fit in the threads in the body, 
the pin was driven in and the end of the plug peened slightly to hold 
it in place. Although the threads were worn, the enlarged ping worked 
very well for some months until the engine was no longer needed. Then 
the plug was sent to a machine shop for proper treatment. 
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HANDY LUBRICATOE EnTES 



Almost all engines and steam pumps have, and all ahould have, a 
hand oil pomp to be used in case of emei^ncy. B7 insertii^ a tee 
and valye between the pump and steam pipe and connecting a pipe 
from the tee to the top of the lubricator reservoir, as shown in the 
illustration, the pump can be used to fill the lubricator. Or by closing 



LDBBICATOB TILLED WITH A HAND PUMP 

the valve to the lubricator and opening the one to the steam pipe, oil 
can be pumped directly into the steam pipe whenever desired. 

To fill the lubricator it is not necessary to drain the reservoir or 
disturb the valves unless it is found that the impulses from the pnmp 
soil the feed ^asa, in which case simply cheek or entirely stop the feed 
while fillii^. When oil is pranped into the top of the reservoir, the 
water is forced from the bottom up through the condensing chamber 
and pipe into the steam pipe and passes out through the engine. By 
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this means there is no necesdty for a drip pan, waste or wrench, as 
the lubricator remains closed and clean and not a drop of oil is wasted. 
If the Inbiicator should run dry and hot, aa they sometimes do, close 
the feed valve to keep the feed glass clean and pump in the oil. This 
will force any water that may be left in the lubricator out of the reser- 
voir and into the condensing chamber where it is needed, thus putting 
the lubricator in condition to begin feeding without loss of time, spat- 
tering of oil or burnt fingers. 

A combined hydrostatic and mechanically operated lubricator ar- 
rangement can be made by securing an inexpensive force-feed lubricator 
pump, without a sight-feed glass, and connecting its discharge pipe to the 
top connection of the oil-reaervoir glass of the hydrostatic lubricator in 
the same way as shown for the hand pump. By closing the steam valve 
in the condensing pipe and opening the feed valve wide, the oil pump 
fed through the sight-feed glass where it can be observed much better 
than in most force-fed lubricators. If the pump should fail, the lubri- 
cator can be turned on in a moment by opening the steam valve on the 
condensing pipe and regulating the feed. 

HTDROSTATIO LUBSIOATOR REGULATION 

The size of the oildrop of a hydrostatic lubricator may be varied by 
slightly changing the end of the nozzle. If a larger drop is desired, 
file off the end of the nozzle as shown in the first illustration. 



S NOZZIiE or SIGHT-FEED LUBBICATOB 



This gives a greater area across the end as at £ for the same size 
of opening in the nozzle, and the result is a larger drop. The reason 
for this is that a drop of oil forms on the end of a pipe or nozzle because 
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of the adhcfdon between the oil and the metal on the end. The drop 
breaks off and floats np through the water because the buoyancy be- 
comes greater than the adhesion. With more surface at B for the oil 
to adhere to than at A more bnoyancy, and hence a larger drop is 
needed before it will break off and float upward. 

When a smaller drop is desired, it is a simple matter to file the 
end of the nozzle to a sharper point so that less surface remains on 
the end. 

Care should be taken to flle the nozzle evenly. If filed unevenly, 
as shown in the second illustration, the drops will travel np at an angle, 
fait the glass and follow it, and thus soon fill the sight glass with oil. 

IMPROVES AN on. SYSTEM 

The sketch shows some improvements made to an oiling system. 
The engine came equipped with an oiling system as shown. The suc- 



IMPEOVEMENTS IS OIL SYSTEM 

tion of the pump caught all the water and sediment and soon made an 
emolsion of the whole oil-tank contents. Every little while it was neces- 
sary to change the oil, filter and separate out the old oil in a separate 
apparatus. 

The saction opening was raised and the complete overflow added. 
The water now flows out over the loop, carrying with it the sediment 
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that settles to the bottom, while the raised suction gets the pure, best oil 
from near the surface. 

LABQE SAVING BY BE-USE OF OIL 

In one plant the oil flowed to the flywheel pit, which was drained 
through a 2-iii, pipe. A pan was made to be set under the outlet end 
of this pipe; then with a few fittings a pump was made to take the oil 
from the pan and discharge it into the filter. The pomp was made out 



OIL PUllF ATTACHED TO VALVE GEAB 

of a piece of tube three inches long, three brass bushings, one brass tee 
and three steel balls from an old antomobile wheel, two street ells, two 
couplings and one close nipple ; it is driven from the valve gear. 

LUBBIOATDTO AN AIB COMFIUBSSOB 

Considerable trouble was had with the valves carbonizing and get- 
tii^ hot on a new air compressor. An oil pump was connected to the 
air cylinder. It was then filled with water and a few drops of water 
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were fed per minnte to the cylinder. This stopped the valves csrbon- 
izii^ or gettit^ hot and resnlted in a saving in oil. 

LUBRICATOB ON AIB C0HFBES80B 

In moving a lai^e air compreasor, the lubricator was accidentally 
broken and damaged beyond repair. When the piston was taken out, 
the cylinder and piston were found to be badly scored owing to lack 
of oil. An old hydrostatic lubricator was fonnd about the place, and 
Fig. 1 shows how it is connected ap for use with steam, and Fig. 2 




OLO AHD HEW COHHSenOIIS OF LUBBICATOB 



shows how it is rigged on the air cylinder. The condensing chamber 
was taken off and the lubricator turned upside down and a connection 
from the discharge side of the compressor hooked in where the con- 
densing chamber had been. The feed connection was turned down and 
connected into the top of the cylinder at midstroke. 

The action is as follows: The air pressure enters from the discharge 
manifold, through the pipe A and tube B to the top (originally the 
bottom) of the lubricator and forces the oil out through the tube 0, 
needle valve D, and on through the sight-feed glass and discharge tube 
into the compressor cylinder. The operation is positive from the fact 
that there is always an unbalanced pressure between the two connee- 



LUBRICATINO KINKS 81 

tions becanse the compression pressure has only risen to about half the 
discharge pressure when the piston passes the discharge connectiim of 
the lubricator at midstroke, and from this point to the end of the stroke 
there is snction on this connection and there is always discharge preasore 
.on the other connection. 



LUBBIOATINO BAOK-AND-FINION OEABS 

The accompanying sketch shews a device for lubricating the rack- 
and-pinion gears that shift the operating valves of a pair of honzontal- 
cylinder hydraulic elevators. The racks are made of steel and the 



BAOE-ABD-FIHION OIAB LtJBBIOATOB 

pinions of brass. In the original design of the machine no prorison 
was made for getting oil to the meshing contacts of the gears in the 
horizontal position. On this account the wear of the pinion was ex- 
cessive, necessitating frequent renewals. To correct the cap of the valve 
casing was threaded to receive a 4-in. pipe coupling havii^ a cup- 
shaped grease receptacle attached as shown. 

STABTINO TH£ OIL TO BUN 

Frequently, when an engine is to be started and the oil is set to 
flow on the crank, instead of flowing in a stream it comes out of the 
cup in drops. One method of starting it to flow in a stream is to place 
a finger in the sight bole, letting the oil drop on the finger nail and 
then lift the finger until the oil begins to come in a stream. Then lower 
the finger, pullii^ it away quickly, and the oil will then ran in a stream. 
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FROTECTINa L1TBBICAT0B aASEETS 

The foUowing shows how troable with lubricators wiks overcome. 
The illustration shows the connections that were used to prevent the 
top gasket of the sight-feed glass from softening and squeezing ont on 
the stufiBng nut. Instead of connecting the lubricator feed pipe direct 
to the steam pipe, as is the general practice, use two 45-deg. elbows 



CHANGED PIPINO TO THE LUBRICATOR 

and a close nipple. This arrangement holds the condensation between 
the Inbricator and the ell nearest the steam line and so prevents steam 
from coming in direct contact with the lubricator, thus preventing over- 
heating of the top gaskets. 

TTSINa OOMFBESSION OBEASE OUF AS WIOK-FEED OILEB 

How an ordinary pressed-steel or brass screw grease cup may be 
made into a wick-feed oiler similar to the type used on small electrio 
motors is shown in Pig. 1. This has the advantage of a larger oil con- 
tfuner than is nsnally supplied. The base should be drilled ont smoothly, 



LUBBICATINO KINKS 83 

if then are any burrs present, and a round felt wick eat to fit the 
hole snogly but so that it will move freely. A tapered spring is made 
of brass spring wire with a lai^e-diameter base to fit the cap of the 
grease cup. This is attached to the wick as shown in Fig. 2. To use 
as an underfeed oiler, it is only necessary to adjust the wick and spring 



fio that the former will project about a quarter of an inch from the 
nipple when the whole cup is removed from the bearing, filled with oil 
and screwed into place. 

To nse as an overfeed boiler, the cup should be packed with waste 
and the wick used without a spring, adjusting its pressure on the bear- 
ing by screwii^ down on the eup. The waste will retain the oil in this 
case, provided the cup threads make a fairly good fit on the base ; if 
too loose, the threads on both cup and base may be coated with shellac 
and this allowed to become hard before screwing together. 

FLASH AlTD FIBE POINTS 

The "fiash point" of an oil is that temperature to which the oil 
must be heated, at a specified rate, so that enough vapor is freed from 
its surface to ignite when a flame is applied to it. The "fire test" 
is that temperature to which an oil must be heated, at a specified 
rate, so that it takes fire and bums continuously, when a flame is 
applied to its surface. 
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on. AND OBEASE TRAP 



Considerable oil ean be saved in tbe course of a. year in many plants 
if all drains or drips that contun any oil at all are intercepted before 



OII> IHTBECEPTEO ON ITS WAT TO TEE SEWER (Bee [»(• 81) 

being discbai^ed to the sewer by some sncb a grease or oil trap as tbat 
shown in the illustration. The construction of the trap is simple and 
inezpenmve and its operation is satisfactory. 



SECTION VI 
KINKS IN PIPES AND PIPING 



DEAIMINa HEABEB PIPING 

Two methods of draining a header are shown herewith: Pat in a 
flanged tee with the ran Tertical or horizontal according to the avail- 



TWO UBTHODB OF FIFING BLESDSB PIPE 

able space, as shown. This makes a proper coimectioD of the bleeder 
pipe to the tee. 

AN EMERQENCT UNION 

Extra heav7 fittings for extremely high pressures are simetimes 
hard to get, and unless they are carried in stock a break in a line of 
this kind is likely to cause worry, as well as delay in the operation of 
the machineiy depending on the line. In one instance a union on a 
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ly^-ia. h^draolie line, carrying 3500 lb. pressure, broke, and aa there 
were none in stock, a new one had to be devised. 

A piece of aerap shafting about 4 in. in diameter was secared and 
two pieces were sawed off about 1^ in. thick. These were placed in a 
lathe, faced off, bored and threaded to &t the pipe. They were then 
chocked with the other side oat, faced and one made female and the 



CROSS-SECTIOH THBOUGH THE UNIOK 

other male, as shown. Fonr half-inch bolt holes were then drilled in 
each half of the ttnion to match. A sole-leather gasket was made to fit 
into the cavity in the female half, and the job was finished. 

"DOPE" FOB PIPE jonrrs 

Putting white lead on the inside of pipe Sttings is found to be the 
most satisfactory. Graphite mixed with cylinder oil put on the inside 
of the fittings is also satisfactory. 

DOUBLE DISOHABOE IKTEBNAL FEED PIPES 

Trouble with feed-water pipes stopping up with scale inside of the 
boitei^ is not uncommon, and may cause a shutdown. To prevent this 
trouble, put a tee on the end of the internal feed pipe, with a pipe pro- 
jecting to each side of the boiler, making an outlet two ways and two 
l^in. dischai^e openings instead of one. 

A GOOD WATEB-UNE STBADTEB 

A good cheap strainer, to be used in water lines, can be made from 
a housing of pipe fittinga For a 2-ln. water line use a 4-in. plug A 
and tee B, 4-in. lupple C, reducer from 4 in. to 2 in. 2>, 2-in. nipple 
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E, 2-iii. globe valve F, bushing from 4 to 2 in., 2-in. nipple H and a 
2-in. globe valve /. 

First select some galvanized screen wire, with suitable mesh for the 
desired results; for instance, about '/la-in. mesh for feed water going 
to the open heater, and cut a piece 7 x 23 in. The idea of cutting the 
screen wire 23 in. long is in order to give it double strength. Then 
roll it np so that the top end is a little less in diamet«r than the 4-in. 
nipple at the top end, and the bottom end about % in. less in diam- 
eter, so as to give the water a chance to flow through the outside of the 
strainer as well as out at the bottom. 



DETAILS OF STOAIHEB 

With the strainer bod7 rolled to the proper size, tie a eord around 
it to hold it in position; then make a band for the top end, about % 
in. wide by % in. thick, with holes drilled all around, about one inch 
apart. Place this band over the end of the strainer and copper rivet 
it through the mesh of the strainer, and also rivet along the side. 
Next, cut a piece of tiie screen about 1% in. larger than the diameter 
of the bottom end of the strainer, nick the edge with a pair of snips 
80 that it can be turned up about % in. all around, insert on the top 
end of the strainer and rivet with five or six copper rivets. 

It is necessary to have a bail for the removal of the strainer for 
cleaning, etc. Make the bail from a piece of 12-gage wire, the ends 
hooked through two extra holes that are drilled in the band for that 
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purpose. The bail should be long enoi^li to reach close up to the plug. 
To inBert or remove the strainer, just take oat the plQK- The strainer 
should pass on through the tee B, and into the 4-in. nipple with the edge 
of the band J snag against the end of the 4-in. nipple C, as shown. 

A HETAL-TO-HETAL FLANOE JOINT 
If flanges give troable from blowing packing, put the flanges in a 



r 



SFBOIAL PIPB TLANQE FOB A CnTICUI'T PLACE 

lathe and turn a tongue and groove, as shown, so that a tight metal 
joint is made at the points A in the enlai^d view. 

SOBEEN FOB StTCTION LINE 

The 6-in. snction line of a pump supplying cooling water for a gas 
d^pne sometimes got choked up. To remedy this troable a strainer 
was pat in the body of an old 6-in. gate valve, as shown, and connected 
into the suction. The strainer was made of %-in. sheet iron, shaped 
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to fit into the groove originally occupied by the gate, drilled full of 
'/,,-in. holes. An angle frame formed to the shape of the space was 
riveted on to stiffen the strainer and catch the leaves when the strainer 
was withdrawn for cleaning. The cover and clamps for holdii^ it down 
are shown. 




STBAIHEB TO ao INTO BODY OP OLD GATE TALTI 

To clean the strainer, the pomp is shot down and the valve closed, 
clamps and cover plate are removed and the strainer Jifted out, all of 
which is easily and quickly accomplished. 

STEULHEADEB POINTEBS 

The size of a steam header will depend on the velocity of steam 
desired. The velocity for saturated steam averages about 6000 ft. per 
min. when reciprocating et^ines are used, but where the steam has a 
steady flow through the line without pulsations, as in the case of a 
turbine, or when used for heating or indnstrial purposes, the velocity 
may safely be as high as 8000 or 9000 ft. per min. When lai^e re* 
ceivers are provided near each engine, the steam velocity to the engine 
may be increased to 7000 ft. per min. Advocates of high velocity main- 
tain that in all cases economy dictates velocities 25 to 33 per cent 
higher than those given. A good rule is to make the steam-header area 
equal to the sum of the area of the full-size boiler outlet, and this can 
be followed to advantage in all except complicated layouts, or in the 
case of extremely Ion« headers where there is no possibility of the header 
having to pass the full quantity of steam generated by the boilers, in 
which case a smaller size can be used. 
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Connections to and from the header should be as short and direct 
as possible consistent with proper provision for expansion, and sharp 
turns should be avoided. The line from each boiler to the header 
should be fitted with a stop valve and also with an automatic nonreturn 
valve to prevent the escape of steam in either direction in case of a 
rupture in the boiler or piping. The connections from the boilers 
should be made into the top of the header and long-turn bends or 
sweep elbows used in preference to standard tees or short elbows. The 
connections to engines should be taken off the top of the header so that 
any water in the steam will be left behind in the header to be taken 
care of by the drainage system. 

It is customary to place the header above, or else back of the boilers 
where headroom is available. The practice of running the header along 
the front of the boilers is not to be recommended. Where the engine 
room adjoins the boiler room place the header inside the engine room, 
above the engine level, supported by brackets on the wall. It is not 
good practice to put steam headers in trenches or pits because of in- 
accessibility. 

All connections to and from the boilers and engines should enter 
the header at the top to insure that any water that may collect in the 
header will not to picked up and carried to the engine. The header 
should be fitted with one or more drains of ample size, connected to high- 
pressure traps. It is not good practice to pitch the header in order 
to facilitate drainage from one point, since this might result in a large 
volume of water collecting at some low point and being carried over 
in a slug with the steam. Where the header is of considerable length 
the drain connections should be tapped at each end and at the middle 
if necessary. Bach drain should be independent of any other and should 
be fitted with its own trap and bypass. For steam-header drainage a 
drain pipe not less than 1 in. should be used. Where large quantities of 
water may find their way into the header, it is advisable to set a drip 
pocket into the header at the drainage point or points so that any 
entrained water will fall by gravity out of the flow of the steam and 
be taken away by the trap. 

For steam pressures up to 150 lb. and no superheat, steel pipe with 
cast-iron fittings should give satisfaction. Where superheated steam 
or any steam pressure over 150 lb. is encountered, cast-steel fittings 
should be used throughout. Metallic gaskets or special high-pressure 
packing material should be used on all joints. 

Expansion and contraction of the header and of the inlet and out- 
let connections makes it essential that the header be left free to move 
in any direction, and it is usually best to support the header by chains 
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or on brackets fitted with rollers and expansion springs so that it is 
free to move in any direction made necessary by the strains imposed 
upon it. Otherwise, if firmly anchored, the expansion strain is certain 
to cause leakage, and even rupture might result from the constant 
strain imposed upon the metal. 

Vibration of a header or other pipe line is nsnally dne to one or 
two causes — mechanical vibration commnnicated from the engines, or 
vibration produced by pnbations in the fiow of steam. The former can 
be overcome only at the original source of tronble, the ei^ine. The 
latter indicates faulty design and construction of the steam lines or 
irregular operation of the engine. When it is found that the pipe 
line is really too small for the work, the vibration may frequently be 
allayed by the use of receivers in the pipe line, preferably near the 
engine. 

All headers and steam lines should be well covered with insulating 
material to prevent heat loss. Experiments have shown that each square 
foot of bare pipe surface will radiate about 3 B.t.u. per hour for each 
degree difference between the temperature of the steam and that of the 
surrounding air. 

SETTLIira CHAMBEB IN PIPE LIME 

Sometimes small stones will clog the volute type pump impeller and 
reduce the openii^. To prevent such a difiSculty cut the intake line 



a short distance from the pump and pnt in a tee, as shown in the upper 
part of the illustration, with a 12-in. drop pocket and a gate valve on 
the end, fomung a chamber on the intake line into which any heavy 
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foreign sabetanee will fall. "By blowing down once occasionally the 
troable can be done away with. 

8T0FFIN0 LEAK IN ELEVATOR PIFINa 

The 8-in. main pipe that carries the water, under 300 lb. pressure, 
from the compreasion tank to the elevator cylinders suddenly began to 



HAXHEBniO THE CLAHF IN PLACE 

leak. The engineer on watch took two pieces of 2 x %-in. flat iron 
that were handy and hastily forged them into the form of a band, 
punching the bolt-holes on the anvil, instead of drilling them, to save 
time. These were clamped around the pipe, over a liner of sheet copper 
which was turned up at the edges, and the tightened damp was driven 
over the hole with^ a hammer, as indicated in the sketch. This im- 
provised arrangement held, with considerable leakage, until the close of 
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the day, when the copper liner was taken out and a piece of sheet rabber 
substituted. 

THSEADma A SHORT PIPE 

To thread a pipe close to a bend or to thread a close nipple, reverse 
the dies in their sockets and use the stock in the reverse position but 
rotated in the right direction. This leaves no guide for the die, so to 
provide this use a short pipe of the size being threaded, having a good 
thread on one end, and insert it through the guide or follower and 
screw it into the die to act as a support. This can be held straight while 
the stock is turned and the thread started. When a few threads have 
been made, remove the guide pipe. 

If plenty of oil is used, an excellent thread can be cut. Care should 
be taken to pull evenly on both handles or sides of the stock. 

VARIOUS TYPES OF PIPE HANGERS 

The common U-bolt, as shown in Fig. 1, forms about the simplest 
and cheapest pipe hanger when there exists a suitable structure over- 
head for attaching it. The rod should be threaded for a considerable 
distance on each end for adjustment, and for pipes subject to vibration, 
such as steam, exhaust, hydraulic-pressure lines, etc., there should be 
jam nuts or other form of nut locks. Where the distance to the joint 
of support is excessive, or the overhang structure favors attachment at 
a single joint, the pipe hanger in Fig. 2 is suitable. If a flat bar is 
used for the crossbeam, it should be bent as shown in dotted lines. 

Fig. 3 illustrates a complete hanger with clamp suitable for attach- 
ment to the lower flange of an I-beam. The strap in which the pipe 
rests is made from a broad flat bar of wrought iron or steel, varying 
in thickness from % in., or even less for very small pipes, to % or % 
in. for large pipes. A tumbuckle with locknuts provides a means for 
adjusting the length. The rod ends in the tumbuckle are upset to give 
the same strength at the rest of the thread as in the full section of 
the rod, and the whole forms a strong, sightly hanger suitable for nearly 
any location where minimum cost is not considered a matter of flrst 
importance. 

A large percentage of the pipes in use are suspended from overhead 
beams, and Figs. 4 to 12 show a variety of clamps intended for this 
purpose. These are mostly designed to be made of steel castings or 
forgings. 

Fig. 10 is commonly made as shown at A. There is less stress upon 
both the pin and the clamps if made as shown in fi. Fig. 13 represents 
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a hanger on T-raila osed for sopporting heav? pipes in a tnnnel with 
smaller pipes hang beneath them. In Fig. 14 a pipe ia supported 



rtos. 1 TO 14. TLLvsraxTimo various types of intsbiob pipe hahoxbb 

vith an adjustable hanger hj grooves formed in a concrete beam. The 
strength of the groove was found by experiment to be far in excess of 
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that of the clamps, which were desisted of ample proportiong for the 
service required. 

Large vertical pipes are usually supported from the bottom by means 
of a properly constructed special fitting provided with a base for rest- 
ing upon a suitable foundation, preferably of masonry. Smaller ones 
may be suspended from above by rods connecting to a split collar placed 
beneath a convenient pair of flanges. Sometimes a vertical line is sup- 
ported about midway of its length by a fitting made of a bracket form 
and bolted to the wall. 



SECTION VII 
ELECTRICAL KINKS 



ADJUSTABLE EXTEITSION LAMP CORD 

A METHOD of taking care of long extension cords Is shown by the 
illastrstion. Tbe reel ia made up of two lai^e disks, of galvanized iron, 



S2BL FOB LONQ EXTISaiOH COBD 



separated b? wooden slats to form a drum. On one side of this drum 
is fastened a .fiber block on which were mounted two contact rings, and 
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current is fed to these rii^ throogli a pair of brushes fastened to and 
insulated from the bracket that supports that side of the reel. On the 
other side of the drum there is a wooden cylinder, and a shaft extends 
through the whole. One end of a sash cord is fastened to the wooden 
cylinder; the other end is passed through a weighted pulley and fas- 
tened somewhat as shown. For a 100-ft. extension we find that the 
main drum should be abont 16 in. in diameter by about 8 in. long, 
and the small cylinder should be 2 in. in diameter by 6 in, long. The 
extension cord is wound around the main drum, and the wires at the 
opposite end from the lamp were connected to the contact rings. As 
the extension is unreeled, the rope is wound up on the small drum. 
When the extension is released, the weight unwinds the cord from the 
cylinder and the extension is wound up. 

ALASM OI.OOE USED TO OPEN OIL SWITOH AUTOUATICALLT 

The following describes an arrangement to turn out the street lights 
in a small town. The drcuit was controlled by a hand-operated 2300- 



COmiEOTIONB or ALABH CLOCK TO OIL SWrTOH 

Tolt oil switch, which was made aatomatic by the addition of an auxiliary 
lever, a spiral spring and by placing a steel catch block across the slot 
in the switchboard where the operating levels pass through, as indicated 
in the flgnre. When the switch is closed, the spring S is compressed 
and the slot in the lever L falls over the catch B and holds the switch 
closed. 
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In back of the switchboard, directly under the end of lever L and 
on the frame of the oil switch, is mounted a solenoid T, with an iron 
plunger, so that when the coil is energized the iron plunger will lift 
the lever, thus releasing the switch. 

On a common alarm clock an extension was soldered on the alarm 
winding key, with two small holes drilled in it to attach the cords of two 
chains about ten inches long, as shown. In the end of each chain near 
the key is placed a piece of leather to insulate them from the clock. The 
chains and solenoid are connected in series with the 110-volt circuit. 
When the alarm goes off, the chains are twisted together, thus closing the 
circuit through the coil whose plunger trips the switch. 

At first there were on the front of the board two contacts that 
opened, but another arrangement had to be devised, since sometimes 
the power was off when the time came for the clock to turn the lights 
out, and when the voltage was slowly built up the trip coil would not 
trip the switch. 

This in a short time caused the coil to be burned out, and so a frame 
was made for the clock and a baby knife-switch mounted in back of it, 
as in the figure. To set the clock, which was done when the substa- 
tion man came to put the lights on, it was slipped out of the frame 
and the alarm wound up by the key K and the chains hooked to con^ 
tacts A and A and the switch W closed. When the clock goes off, it 
twists the chains^ together on the first half revolution and on the last 
half it opens the switch which cuts out the trip coil. 



FUSE-TESTINa BOABD 

The illustration shows a fuse-testing board. It is preferably 
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P I o n 

FUSE-TESTING CLIPS MOUNTED UNDER A SHELF 

mounted in the position shown, on the under side of a shelf or some 
such convenient place. Any type or size of fuse can be tested without 
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maidng adjustments, and if located oat of barm's way the carrent may * 
be left on eontinaously. 

AUTOMATIC WmSTLE-BLOWINa BIG 

If tbe engineer is busy with other things he sometimes fails to blow 
the whistle at tbe proper time, and as in most shops the men start and 
stop work when the whistle is blown, it is important that it be done on 




WEIGHT BELBASBD BY SOLEKOID ACTION 

time. The illnstration shows a solenoid trip for a weight on the whistle 
cord. At whatever time the whistle is to be blown the clock closes the 
circnit, actuating the magnet which lifts the plate A and hook B, re- 
leasing the weight. 

The same kind of trip can also be used on a posb-bntton alarm, 
engine stop or any apparatus of the kind. 

BAITDINO AK ABMATUSE WITHOUT REHOVINa IT FBOU 
FBAME 

A 50-kw. engine-driven generator began to flash at the commutator 
and upon shutting the machine down it was found that the middfe 
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band on tlie armatare h&d broken and parts of it came oat on the eotu- 
mutstor and brushes. It was decided to try to put on the band with 
the armature in place. The polepieces were bolted to the frame with 
bolts from the out^de. This made it possible to remove the bolt from 
the top polepiece and take the latt«r out, as shown in the figure. Two 
wood clamps were osed to hold tension on the band wire. One of these 
clamps was fastened to a piece of timber between two posts about 5 
ft. away from the machine and the other was fastened against one pole- 
piece inside the machine, as in the figure, and used to direct the wire 
on the armatare. With one end of the banding wire fastened to a coil 
where it projected beyond the core, the armatare was turned by hand 



OEKBRAL ABRANaEHSNT OF PARTS FOB FLAOINQ BAND ON ABUATUBK 

and three or four turns were put on the armature, to gradually bring 
the banding wire over to the position of the band. The wire was then 
placed in the clamps and the latter adjusted to give the proper amount of 
tension. On the first turn of the new band the armature was worked 
around very carefully and the mica insulation and copper binding 
clips put in place ; after this the remEunder of the band went on eadly. 
After soldering all around and removing the loose ends of the band, the 
polepiece was put back into place. 

BATTERY OASBOK BBHSHZB 

One ei^neer being in need of a set of brushes for a small generator 
ijbd not having a set at hand met the emergency by using the carbon 
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electrodes from a nnmber of old dry-battery cells. After removing the 
carbons, he used the ends with the terminal connection on, cutting these 
to the proper dimension with a hack-saw and finishing the brushes up 
with sandpaper. What had been the connection to the carbon in the 



BBUHH UAnE VBOU BATTEBT CABBOK 

battery was made the connection for the pigtail to the brush, as shown 
in the figure. 

OHZOEINa MOTOR FIELD 00IL8 

After tryii^t out a 500-ToIt mx-pole shunt-wound direct-current 
motor, it became evident that a componnd-wonnd motor was needed for 
the work. A set of field coils was obtained from a local repair shop. 
The terminals of the coils were not marked and the manner of bring- 
ing out the leads was not evident. In order to avoid installing the coils 
to give wrong polarity, they Vfcre arranged as shown in Fig. 1, before 
installation, and the adjacent terminals of the shunt coils were connected 
aa indicated. Line voltage was then applied to the series of shunt wind- 
ings and a compass used for indicating their polarities. It was neces- 
sary to turn one coil end for end in order to have the polarities alter- 
niXe N and B. 

Leaving the coils in position, Pig, 1, the series coils were connected 
in series and current passed through them and their polarity tested. 
Of course a heavier current was required for testing the series eoils, and 
in order to get a current that would give definite compass testing result, 
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it was necessary to pass through the coils the operating current of a 
neighboring motor by making connections as shown in Fig. 2. The 
result of the test was to locate a reversed series winding on one of the 
coils. Therefore, in installing this coil in the motor it was turned end 
for end, which reversed the polarity of the shunt winding of that coil, 
if it were to be connected up symmetrically. In order to rectify these 
conditions, the connections to the shunt winding of this coil were crossed, 
which did not make a very good-looking job, but saved considerable time 
in getting the machine into service. After the coils were in the motor, 
the tests were repeated and everything was found to be all right. As 




a final check, made in order to insure that the sbTtnt windii^ and the 
series windings would operate the armature in the same direction, the 
motor was started ; first, by means of the shunt coils and then by means 
«f the series coils alone. In doing this care must be exercised not to 



cut the starting resistance out when the machine is operating as a series 
motor, or it will race and may injure the armature. 
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CEABonra batteries from uohtinq load 

The problem of recharging an automobile startii^ and lighting bat- 
tery may arise when 110-volt direct current is available. This load 
of about 10 amperes is a convenient resistance to connect in series with 
the battery to limit the charging current. 

To determine the positive and negative terminfJs of the lighting 
switch, disconnect the negative wire, connecting this to the negative 
terminal of the battery and the positive of the battery to the switch, 
as indicated in the illustration. This allows charging the battery and 
still have enough light in the shop without making up a charging 
rheosiat. 



OONSECnONS FOR CHABGIITO THE BATTEEJ 

COMMUTATDTCKPOLE MOTOR TROTTBLE 

A new 21.5 ampere commutating-pole shunt motor was installed to 
drive a centrifugal water pump, but frequently, when the machine was 
started, the 30-ampere fuses protecting the motor were blown. Investiga- 
tion showed that the motor speed was too high. The trouble was overcome 
by shifting the brushes forward, thus reducing the speed and current 
to their proper values. It is particularly important that the speed of 
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a centrifagal pump be correct, as the power required to drive it varies 
with the cube of the speed. It is- also important that the brushes of a 
commutatii^-pole motor be properly set. A greater effect is produced 
in a commntating-pole motor than in a nonccoomutating pole by incor- 



MO. 1. INTBBFOLE HOTOB WTrH BBU8BES I.OCATID IN COBBECT P08ITI01I 

rect brash setting. The theory of this change of speed in an interpole 
motor is as follows: 

When the brashes are in the correct position, as shown in Fig. 1, 
tiie coils on the armature between eommntating poles A and B are 
catting flux from the mun pole C. If thsy cat any of the flux from 



na. 3. iirTBBFOLs komr ■wrra bbushzb locutsd on oobbect positiok 

the eommntating pole if, they also cut an eqnal number of lines of 
force from the 8 commutating pole, hence the voltage in theee coils is 
not influenced by the commutating flux. But if the brushes are shifted 
backward to a position as in Pig. 2, the coils between the sides of the 
eoil under commutation will be catting the flax of the main N pole C 
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and also from the flax from the S commntating pole A, thus decreasing 
the effective volts generated in these eoila and causing the q>eed to 
increase. If the brushes had been shifted forward, the speed would have 



A CONVENIENT ABBANaEMENT OF PLUG-FUSE TEST BOARD 
The figore indicates the eonstmction of a plug-fuse test board. 
Plt^ fuses are tested by placing them at P and closing switch >S to A, 
and cartridge fuses are tested by placing them so that their ferrules 
rest on the brass strip C. These strips are connected to the terminals 
of a receptacle R from which an extension cord may be taken for testing 



ABBA^OXMENT OF DETTCES OM TEST 

equipment on the bench or shop floor. The receptacle may be replaced 
by binding posts E, as shown. Terminals T are for supplying power, 
t^ closing switch D, to any small equipment that comes within the 
capacity of the fuses mounted on the board. By closing the switch 8 
to B the lamp L will bam eontinnously and may be used for lighting 
around the bench. 

DEVICES FOR CARE OF BRUSHES AND COMMUTATORS 

Possibly one of the most disagreeable tasks that confront those who 
have the care of electrical machinery is that of sandpsperii^ brushes 
to a surface fit on the commutator. To facilitate this work make a 
holder for the brushes as in Fig. 1. This device is preferably iron, but 
if made of wood the templet edge can be of metal and attached to the 
holder. 

The bmahes are put in the holder and held rigidly by means of the 
screw A.. A fine-toothed hacksaw is then drawn along the templet edge, 
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catting the bmshes to shape. A smooth sarfaee can be obtained by 
means of a piece of sandpaper laid over a file or block of wood, vmng 



FIG. 1. TEMPLET FOB CDTTING BBCSHES TO SHAPE 

the templet as a ^ide. The templet can be cut to the proper form 
by using an old brush as a guide, and when in use held in a vise. 

When the brushes are put in the holders on the machine, it will b« 




PIG. 2, COMMUTATOR LtTBBICATOR 

found that the major portion of the work has been done and to secure 
a good fit with the commutator only a few strokes of the sandpaper 
will be necessary. 
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Proper lubrication of the Gommiitator will do mucli to avoid the 
many troubles that arise from the wearing and cutting of the commu- 
tator and bmsfaes. The practice of using a piece of oily waste as a 
lubricator often accentuates the trouble. Vaseline sparingly used fur- 
nishes ideal lubrication for commutators. Pig. 2 shows the device em- 
ployed for applying the vaseline. It consists of a block of wood with 
a slot eat through it as indicated. One end of the slot is covered with 
cloth, preferably cheesecloth, arranged in a number of layers, so that 
each layer can be readily removed when necessary. The slot is filled 
with vaseline, which is pressed against the cloth by means of a spring 
cover arranged as shown at B. The heat of the commutator and the 
pressure of the spring will cause a sufficient amount of the vaseline to 
exude through the pores of the cloth to furnish the necessary lubrica- 
tion. 

DISMANTLma A LASGE MOTOR 

A three-bearing equipment, the motor's rotor and generator's 
armatures was keyed on the same shaft. The middle-bearing houaiug 



Fie.f 

noS. 1 AND 3. HOTOB ASSEUBLED AKD ETTATOB BEHOVED FROM BASE 

was mounted on the motor and was split horizontally as in Fig. 1. In 
taking the machine apart to get at the stator winding in the motor, the 
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inner bearing was removed, the base bolts and dowels taken out and 
the stator pushed out so that the end of the rotor shaft was only one- 
quarter way in the outer bearing, then a jack was set under the shaft 
as close as possible to the rotor and the weight of the latter taken on it, 
a wooden block being placed between the jack and the shaft to prevent 
injury to the latter. Then an extension to the bedplate was built with 
timbers, and after this the outer bearing was removed and the stator 
pushed out on the beams so that the winding could be repaired. 

The bottom coils had become soaked with oil, rotting the insulation, 
and no doubt the vibration of the coils themselves did the rest. The 
tools used to lift the coils were like those shown in Fig. 3. No. 2 was 
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Fia. 8. TOOLS FOB REMOVING COILS 

used to raise the coils a little at one end, then No. 1 ; the wedge-shaped 
one was pushed under the coils in the slots and used to pry them up. 
No. 3 has projecting shoulders which rest on top of the slot and is used 
as a powerful lever for lifting tight coils. They are all made of steel 
in sizes to suit small or large machines. The edges, of course, are nicely 
rounded in order to prevent damage to the coils. When the machine 
was again ready for service it was easily assembled by reversing the 
dismantling operations. 



DBTma OXTT A QEKEBATOB 

' The apparatus, in a basement, had been under water for several 
days. There was no outside source of power for drying out the gen- 
erator electrically, owing to the fact that the city light plant had also 
been flooded. The customer's boiler room was on the same level as the 
power plant, therefore it was impossible to raise steam to run the 
engine and dry out the generator by the short-circuit method. It then 
became necessary to devise original means whereby the necessary heat 
could be produced and properly applied. It was decided to build a 
corrugated sheet-iron house around the engine and generator, and place 
two wood-burning stoves inside, with openings made In the walls of 
the house for supplying fuel to the stoves. This was feasible, inasmuch 
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as the floor of the engine room was concrete. Fig. 1 shows the general 
plan of the layout. The openings formed by the corrugations were 
sufficient to allow the moisture to escape from the box. 

After completing the house and drilling holes in the top for the 
insertion of thermometers, fires were built and the temperature inside 
raised to about 90 deg. C. Arrangements were made for a night fire- 
man, who was required to record the temperature readings every half 
hour, to avoid overheating and damage to the apparatus. Practically 
constant temperature was maintained in this housing for about five 
days and nights. At the end of this time the generator was fairly dry 
excepting for some excessive dampness inside the conmiutator. 

Since the commutator moisture was inside the V-rings, external heat 
did not seem to have much effect on eliminating it, and heating the 
commutator itself was decided upon. This was done by running the 
generator with the shunt field disconnected and the armature short- 
circuited through the series winding, causing a heavy current to flow 
and generating a large amount of heat at the commutator. The voltage 
under these conditions was very low, consequently there was no danger 
of the machine breaking down to ground. However, in order to avoid 
generating sufficient current to damage the armature coils, a portable 
ammeter was placed in the circuit, as in Fig. 2, and the current kept 
at a safe value by throttling the engine. Blow-torches were applied to 
the commutator, and after short-circuit operation for about a day and 
a half, the machine was considered to be in serviceable condition. 

AN ELECTBIO-ABO SOLDEBINO IBON 

Most electric soldering irons are constructed so that they are heated 
by the current passing through a resistance coil inclosed in a tube 
attached to the top of the iron. 

The illustration shows an electric soldering iron that is heated by 
an electric arc in the iron itself. A hole is bored in the center of the 
iron, having a diameter equal to the outside diameter of the tube of a 
battery bushing, down to where the iron begins to taper. A standard 
battery porcelain bushing B is placed in the hole and a %-in. arc-lamp 
carbon C is placed in the bushing, and allowed to come down in con- 
tact with the bottom of the hole, then the carbon is withdrawn about 
^ in. to establish the arc. The iron should be connected to a 110-volt 
circuit and resistance enough connected in series to keep the current 
down to between two and three amperes. About 30 ohms will be suf- 
ficient. This resistance may be made of about 600 ft. of No. 18 
B. & S. iron wire and connected in the circuit, as at J? in the figure. 
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The solderii^ iron is connected to the circuit with the positive terminal 
on the carbon, as shown at I. 

The carbon is held in place in the bashing hy small metal wedges, 
and adjustment of the carbon is made by tapping it down to give the 
desired length of arc. A second hole 8 is bored at right angles to the 



ASSEMBLY OF ELECTRIC-ARC SOLDEBIsa IROU 

first, BO as to allow the arc to be cleaned of the nitrate that forms 
around it. 

EMEBaENOY ATTTOHATIO OOKTROLLER 

When an automatic controller on a pump or air-compressor motor 
must be taken out of service for repairs, a temporary controller can be 
made from an ordinary starting box having four binding posts. In this 
type of starter the no-voltage release coil is connected across the line 
and not in series with the shunt-field windings as in the three-terminal 
type. In Pig. 1 is shown a type of automatic starter in common use 
for automatically stopping and starting pump and air-compressor 
motors. The ^ure gives the connection for controlling a pump motor 
through a float switch operated from a float in the tanfe. When the 
float switch closes, the solenoid coil on the controller is energized, which 
in turn closes the contact and brings the motor up to speed automatically. 
When the tank is full the switch opens, de-enei^zes the coil, and allows 
the contractors to open and shut down the motor. 
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In Fig. 2 the controller of Fig. 1 has been replaced hy &n ordinary 
starting box with four terminals. With this arrangement the motor 
will not start ap automatically when the float switch closes, but will be 
shut down automatically when the float switch opens. If the water in 
the tank is at a level where the float switch is dosed, when an attempt 
is made to start the motor, the starting arm will be held in the full-on 
position by the no-voltage release coil. When the tank has been filled 



Wia. 1. COHMECnONB FOB CONTBOLLINO PUUP MOTOR ADTOHATICALLT 

and the float switch opens the no-voltage release-coil circuit, the starter 
arm will be released and the motor shut down automatically. However, 
if when the attendant started the motor, tlie water in the tank was at 
a level where the float switch was open, then the no-voltage release coil 
would not hold the starter arm, thns indicating to the attendant that 
the tank was still full. This device although not starting the motor au- 
tomatically, does stop it automatically and also gives the attendant an 
indication of the height of the water in the tank when he goes to start 
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the motor. This is generally all that is requires of a temporary con- 
troller on a pump or air compressor. 



no. 3. COMNBCnONS FOB CONTKOLLmQ FUUF MOTOR WITH 8TABTIHQ BOX 

FAULTT SOLDEBINO CAUSED TROUBLE ON DIBSOT- 
OUBRENT ABMATUBE 

When soldering the armature connection of direct-cnrrent machines 
to the commutator risers, it is advisable to tilt the armature slightly, as 
shown in the illustration, so that the solder will have a tendency to run 
toward the front of the risers. If this precaution is not taken, trouble 
is likely to occur due to loose pieces of solder lodging behind the com- 
mutator lugs. The armature may test all right and be put into service 
without the trouble showing up for a considerable time, but eventually 
it will do so, as the following example will illustrate : 

This particular machine had given no trouble for two years or more. 
Then the commutator began to get ezcessiveely hot in places, due ap- 
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parently to carbonized mica, as the bare were badly discolored by the 
beat. It was decided to re-mica the bad sections of the commutator. 
In carrying out this operation it was unnecessary to disturb the con- 
nections, as with the commutator loosened up it was a simple matter 
to slip the new mica between the segments. After tightening up, a 
bar-to-bar test was made with a millivoltmeter and everything appeared 
to be all right The commutator was then trued up in the lathe, the 
surface shorts picked out and tested once more. The result tliis time 
was far from satisfactory. Pour low readings were found between seg- 
ments, indicating shorts, but not in the same position as the faults had 
been prerionsly. This was rather unusual, and the only thing to do 



ABHATUBE OH PEDESTALS WITH COMITUTATOK END LOWER THAN PULLEY EHD 

was to open up the commutator again and put in more mica. After 
this was done a test was made which showed that one short had gone, 
but two more showed up. When the operation of loosening and tight- 
ening the commutator had been completed about six -times with the 
trouble coming and going, it was decided to lift the leads out where 
the bad spots were. When this was done, the source of all the trouble 
was uncovered. Pieces of solder were found packed in between the 
risers and the tape used as a space filler at the back of the commutator. 
All the leads were then lifted, the tape taken off and the excess solder 
removed. 

After soldering up again, tbe armature tested aU right, no further 
trouble occurring. It was apparent that in loosening the commutator 
to insert the new mica, the solder had been disturbed, allowing it to 
come in contact with the segments. The fact that the armature had 
been well varnished and baked probably prevented the trouble from 
taking place during the time the machine was in use. 
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GENERATORS WOULD NOT OPERATE IN PARALLEL 

A componnd-wound generator would not operate in parallel with 
the other machine in the plant. An investigation indieated the con- 
dition shown in Fig. 1. 

The equalizer connection on machine No. 2 is connected between the 
armature and the positive bus. Furthermore, closing the equalizer switch 
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PI08. I AND a. SHOWS WROHG AND COKRECT CONNBOnOH OP EtJDALIZER 

short-circuits the armature of machine No. 1 and connects machine No. 2 
acn^s the series field of machine No. 1. Fortunately, the machines 
were belt-driven or the damage done might have been more serious 
than badly burned commutators and brushes, before the circuit-breakers 
opened and cleared the trouble. On making the equalizer connection 
betwerai the armature and series field on machine No. 2 and determining 
that the polarity of the two machines was correct, they were paralleled 
without any further trouble. 
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It is evident from the figures that a wrong equalizer connection be- 
tween two compound-wound generators may cause just as serious a con- 
dition as attempting to parallel two machines having opposite polarity. 

OBOUNDS CAUSE ALTEBNATOB TO LOSE FIELD OONTBOL 

A suitable resistance was installed in the field circuit of a 120-kva. 
three-phase 60-cycle 600-volt alternator, with direct connected exciter, 
to operate in parallel with other units. When testing the unit the 
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regulation was satisfactory until about half the resistance was cut out, 
when the voltage jumped to its full value and the field ammeter failed 
to give a reading. The resistance box was tested and found to be in 
good condition, then all wiring was checked. The trouble was finally 
located in one brush-holder on the exciter and one collector ring on the 
alternator being grounded as in the diagram. After these repairs were 
made, the control was satisfactory again. 



HEAD-BAND FOB BATTEBT LIGHT 

It is sometimes inconvenient to hold an extension lamp or the work 
may require two hands. A lamp for use in dark comers which is 
mighty handy can be made as follows. Take a small flashlight, with the 
light in the side and solder a small strip of brass on the back as shown 
at A and, through it put a wide elastic head band. In places where it 



ELECTRICAL KINKS 117 

is nnliandy to hold a lamp, or where the space is too small for two to 
stand, this little headlight will be found handy. 

Another convenient tool around a plant is a small mirror on a 
handle, to be used in the same way as a dentist uses bis glass in the 
mouth to see some cavity he cannot see readily from the outside. 



SHALL BATTEBT LAUP HELD BT AH ELASTIC BAND 

HOW TO DO A aoOD JOB OUTTIKO OONDtTIT 

It it inM known that conduit must not be cat vith pipe cnttera 
because of the sharp edge or burr that is left on the inside. Unless 
this burr is filed or reamed oat, it will damage the insulation of the 
wires when they are palled through the conduit. For this reason a haefe- 
saw is used on most conduit jobs. However, the method is slow and it 
is also difficult to lOBke a straight cut on the larger sizes of conduit. 

A method that has been found satisfactory is to use the pipe cutters 
first, Catting as deep as posdble without caasdi^ the burr, then finish- 
ing with a hacksaw, which will not take long and will assure a straight 
cat. 

It is surprising how this speeds np a conduit job. The value of tKia 
method increases with the size of the conduit. 
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INDUOnOK MOTOK FAILED TO STABT 

A two-pliase four-wire four-pole 500-volt iudnction motor failed to 
start when the switch was closed. No starting device was used, the 
stator winding being connected directly to the line through the four- 
pole single-throw fused switch, as shown in the illustration. Upon clos- 
ing this switch the motor made a noise similar to that of an induction 



ABRAHGEMENT OF MOTOH IH8TALLATI0N 

motor with one phase open. The fuses were removed and tested and 
were found in good condition. The stator winding was also tested, 
but no trace of a ground or an open-circuit was found. The trouble 
was caused by an attendant who had opened the fuse dips a small 
amount so that he could remove the fuses easily. Upon replacing the 
*tees it was found that one of them was held tightly by the bottom 
cHps, but a very small air space remained between the upper ferrule 
and the top clips. Thus, when the switch was closed the motor was 
placed across the line with one phase disconnected. Upon tightening 
the clips, the motor was started without further trouble. 
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IDIED INDUCTIOK-MOTOB TROUBLE 

The motors were 440-Tolt two-phase 60-cycle squirrel-cage machines 
directly connected on a common bed-plate to 250-volt direet-enrrent 
generators of the interpole type. The usual auto-starter, with overload 
relay and no-voltage release, was supplied for starting. 

It was discovered that the man who wired up the motor had connected 
one of the A phase leads from the auto-starter to a £ phase terminal 
on the motor, and vice versa, as shown in the figure. The two-phase 
motor had two separate non-interconnected windings and it was there- 



fore impossible to get any response from the motor connected as in the 
diagram. As is obvious from the figure, all that was necessary to cor- 
rect this trouble was to interchange the leads connected to the terminals 
A2 and B2 on the motor. After doing so the motor was found to start 
up and carry its load in an entirely satisfactory manner. 

AK INEXPENSIVE VOLTMETER SWITCH 

The voltmeter switch shown was designed for use with three gener- 
ators working in parallel. This switch overcomes some of the objec- 
tions found in so many types of switches, such as the following: The 
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liability to injury from careless handling; liability to loosen and torn 
aronud; liability of contacts to get out of line and sieze; liability to 
spread a film of dnst or metal from segment to segment and caose a 
Bliort-«ircQit ; liability to collect dust in pockets and destroy electrical 
connection in places; electrician's weakness. 

In using this voltmeter switeb there is no cause for anxiety about 
the calibration of the meter when two or three machines are thrown 
together for the same meter will be nsed for both and all machines. 
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FLAH AKD BIDE ELETATIOIT 07 TOLTUETEa SWITCH 

It is inexpensive to make, as the only machine parts are the two brass 
rings and the round fiber base on which the segments and rings are 
mounted. The plan view shows the connections for three generators. 
The three short segments can be marked Nos. 1, 2 and 3 generator re- 
spectively so as not to cause any confusion in reading. The two bmshes 
'B^e always in contact with the rings, and it is impossible for are to 
■g^ry from one short segment to another on account of their distance 
apart. 
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LAMP KEPT THE METEB WAAM 

After having considerable trouble in getting a clock in a graphic 
meter to nm, and noticing that it ran better on warm days than on 
cooler ones, a small carbon-filament lamp was placed in the meter 
and connected to a 110-volt circuit. After the lamp had raised the 
temperature in the meter case, the clock ran all right. It was decided 
that the oil became thick when cold and retarded the action of the 
clock movement. When the lamp warmed the inside of the meter, 
the oil thinned and the clock ran as it was intended. 

LOCATOra DEFECTIVE FIELD COILS 

There are several ways of usii^ a telephone receiver instead of 
a millivoltmeter to detect and locate faults other than those in an 



CONNECTIONS FOB TE8TD1G SEKIES-nELD COILS 

armature. As an example, some time ago, in an isolated plant, a 
150-kw, 550-volt six-pole direct-cnrrent generator failed to maintain 
its voltage on full load. The speed, shunt excitation, etc., were the 
same as before the trouble. It was decided the difficulty was in the 
compound winding or probably part of a shunt-field short-circuited. 
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A set of batteries and a buzzer were obtained and a telephone 
receiver was taken off a near-by telephone. The buzzer and batteries 
were connected in series with the compound winding, and each series 
coil was bridged with the receiver, as in the figure. One failed to make 
the receiver vibrate, indicating that the coil was short-circuited. The 
shunt-field coils were also tested in the same manner, and it was found 
that a defective shunt-coil has short-circuited part of the series coil 
that was on the same polepiece. 

LOOSE BOLTS CAUSED INDUCTION MOTOR TO HXTM 

A 440-volt three-phase induction motor driving an air compressor 
gave trouble due to blowing its fuses. The line to the motor ran 
through conduit and was tested and found to be free from grounds. 
Next, the winding was inspected, the insulation found to be in poor 
condition, and it was decided to have the motor rewound. A poten- 
tial of 600 volts was applied between the winding and frame, which 
punctured the insulation in a number of places. After the motor was 
wound and placed in service again^ it ran for about a week, when it 
developed a loud hum. It was taken apart again, and it was found 
that the end shield bolts on both ends were not as tight as they 
should have been, but no attention was paid to this until the winding 
was inspected and found to be in first-class condition. Assembling 
the motor and tightening the end shields proved that the hum was 
due to the loose bolts. 

LOOSE CONNECTION CAUSES MOTOR TROUBLES 

A 10-hp. 500-volt direct-current motor was giving trouble owing to 
the fuses blowing. A circuit-breaker was installed in place of the 
fuses, but the shop was still frequently shut down. The motor and the 
starting box were taken to a shop and were given what was supposed 
to be a complete overhauling. When they were reinstalled and tested, 
the armature started very slowly and the starting-box resistance 
became very hot, which indicated that the field circuit was apparently 
open. The starter was opened up and the field circuit was found to be 
connected as shown at B, in Fig. 1. Since practically all the line voltage 
is absorbed in the starting resistance when the starting-box handle is on 
the first contact points, the voltage across the field coils is very low, 
hence the field current is very small. This caused the armature to 
develop practically no torque or pulling power, which accounted for its 
slow speed and the heating of the starting resistance. 
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By changing the field connection inside of the starting box to that 
at Bj Fig. 2, the starter trouble was relieved and the motor was again 




FIG. 1. SHOWS WRONG CONNECTION IN STARTING BOX 



■ a 




FIG. 2. STARTING BOX CORRECTLY CONNECTED 

put into service. In a short time the circuit-breaker opened again and 
caused the plant to be shut down. This showed that the trouble had 
not been corrected. A study of the conditions indicated that the motor 
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showed no bad effects and the breaker did not open from a short-circuit, 
but that the trouble was apparently caused by a loose connection, which 
opened the line for a few seconds and closed it again before the starting- 
box handle returned to the off position. 

A voltmeter was connected across the switch as in Pig. 2, and 
watched for a drop in voltage before the breaker opened. If the volt- 
meter had showed a drop, the trouble would have been between the 
switch and source of power. But the voltage was steady, hence the 
trouble was between the switch and the motor. Starting at the switch 
all connections were examined. The armature leads were held in brass 
terminals by setscrews. One of these screws had worked loose, thus 
permitting the circuit to open momentarily at this point due to vibra- 
tion. The joint was covered with tape, which held the lead in place 
and also made the trouble difficult to locate. 

LOOSE FUSE CAUSED VOLTAGE TO BE UNBALANCED 




^a^-mre Ring 



COMBIITED HIGH-TENSION SWITCH AND FUSE 

A 200-hp. 2300-volt three-phase motor upon comparing phases 
showed that the current per phase was 39, 44 and 30 amperes? respect- 
ively, with voltmeters indicating 2400, 2450 and 2400 volts. 
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With the motor shot down the voltmeter showed all phases equal. 
The trouble was foimd with fuses. The combined disconnect switches 
and fuse blocks were mounted upright, and a 20-ft. stick was used to 
open and close the switches. The sudden shock of closing had worked 
one fuse up until it was making a poor contact between the clip and the 
fuse fermle. As the full-load current at 25,000 volts was only about 
five amperes, there was no excessive heating at the fuse or clip. 

To prevent a repetition of the trouble a small brass wire ring was 
soldered to the extreme lower end of the fuse ferrule. The ring was 
placed so as to slide between switches and fuses. In the last-named 
the tronble was found. Our combined disconnect switches and fuse 
blocks were the fuse clip and the lower stop, aa in the figure. 

HAKINO OOILS FOB SMALL WINDINOS 

The illustration shows an easy way to make eoils. The rig conaista 
of a flat piece of wood about % in. thick on which is plotted out the 
shape of coil, with right-angle screw-hooks at all angle points, pointing 
away from the center of the form. 



BANDY COIL-WIKSINa rOBH 



Mark out the center and then run a screw through as far as it will 
go and clamp it in a breast drill, as shown. Put the breast drill in a 
vise in a horizontal position with the coil form toward the left, t^ing 
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care to place it so as to allow free movement of the handle. Take a 
turn with the wire on a nail on the back of coil form, lead the wire over 
the edge to the face of the form and turn the handle to cause the form to 
revolve at any desired rate of speed and the wire to run over all screw- 
hooks. Keep sufficient tension on the wire to permit the turns to lie 
snugly. When the specified number of turns has been wound, twist a 
short piece of wire around each end of the coil to hold it in shape. To 
remove the coil, turn all screw-hooks, as shown by the dotted lines, 
toward the center of the form and slip the coil off. 

BIETHODS OF TESTINa POLABITIES OF CmCUITS 

It is sometimes required to determine the polarity of a circuit when 
no voltmeter is available, in which case one of the following methods will 
serve. 

Take a glass of salt water and after connecting a lamp or two in 
circuit for resistance place the two wires in it with a piece of clean lead 
attached to each. After a short period the positive will turn a reddish 
brown, and the negative will turn grayish. 

A small pocket compass may also be used as a polarity tester. Lay 
the wire so that it points north and south and place the compass over it. 
The needle will be deflected eastward if the current is flowing north and 
to the westward if the current is flowing south. 

An ammeter may be used to test for direction of current if there is 
a plus sign on the instrument to indicate the polarity. 

There are many other ways of testing polarity, such as the observation 
of two arc-lamp carbons immediately after turning off the current. 
The positive will be the hottest one and therefore the brightest. Or if 
a paper is moistened with iodide of potassium and touched with the two 
terminals, the positive one will leave a brown mark. All these tests, 
however, involve the use of some device or apparatus, and it often 
happens, as in the field, that none of these means is available. The 
simplest test possible is to stick the ends of the wires into some moist 
substance, preferably a potato, apple or onion in the order named. 
Boiling or bubbling will occur at the negative terminal. 

It is sometimes necessary to distinguish between an altei^ating- and 
direct-current circuit. In this event none of the tests mentioned can be 
used, for the action would be similar at both terminals. There is, how- 
ever, an easily distinguishable difference between the arcs produced by 
the two. Upon breaking or interrupting an alternating-current circuit 
the arc will only sputter and is easily extinguishable ; while with a direct- 
current circuit under the same conditions the arc will have a tendency 
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to stream across and produce a pronotinced hissing soond. If an 
incandescent lamp be connected in series throngh a condenser on an 
alternating circuit, the lamp will light because of the surges induced in 
the plates, but owing to the interposed gap of the condenser, the same 
arrangement on a direct-current circuit will not produce light, 

METHOD FOB WELDIKa INDUCTION-MOTOB BOTOB BABS 
TO END BINOS 

Considerable trouble was experienced with keeping the end rings 
soldered to the rotor bars of 10-hp. alternating-current induction 
motors used to drive our freight elevators. The soldenng was done in 



HOTOB PLACED IH CA» OP WATEB 

a local electrical repair shop, but as the price of labor and material went 
up so did the biUs for repairs. It was decided to have the bars welded 
to the end rings if possible, but we were informed that this could not be 
done as the high temperature due to welding would destroy the rotor 
slot insulation. However, after some consideration of the matter it was 
decided to put the. rotor into a tin can, made for the purpose and filled 
with water, as shown in the figure. The can was filled until the water 
came just above the rotor's slot insulation, leaving the end of the bars 
and end ring to be welded above the water. The bare were welded to 
the rings with Tobin bronze, the rotor dried out and balanced and the 
machine put back into service. The first machine that had its rotor 
conductors welded has been driving a freight elevator for about five 
months without any sign of trouble. The cost of welding was about 
one-third that of resoldering. 
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OPEBATma A 220-VOLT PLANT FBOM 500-VOLT SEBVIOE 

Fire had destroyed the mill and power plant of a factory. The 
factory was equipped with 220-volt direct current motors, current being 
supplied from the power plant. There was no other 220-volt direct- 
current service to be had, and the only current available was from a 
550-volt direct-current street-railway trolley line. 

Arrangement was made with the trolley company to use one hundred 
horsepower from their line, and an 85-hp. 500-volt shunt-wound motor 
without a starting box was secured. This motor was installed and 
belted to a lineshaft in the factory. Leaving the belt on the 40-hp. 
220-volt motor formerly driving the shaft, the latter was driven as a 
220-volt generator to supply power to the other small motors and lights 
about the factory. 

As shown in the figure, a set of lamp sockets grouped in parallel was 
connected in series with the generator's shunt field, for voltage regula- 
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CONNECTION OF MOTOR AND GENERATOR 



tion, and a water rheostat was used to start the 85-hp. 500-volt machine. 
Various-sized lamps were screwed in and out of the socket until the 
proper voltage was obtained. The switch and fuses used to protect the 
40-hp. machine as a motor also served to protect it as a generator. There 
was no voltage release on the 85-hp. motor since it was started through 
the water rheostat ; therefore it was necessary to keep an attendant near 
it all the time, as the trolley voltage was very unsteady. A circuit-breaker 
was installed for the protection of the 500-volt motor and a pilot lamp 
was used temporarily for a voltmeter on the 220-volt generator. 
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FREVENTINO SPABEINa AT COMMUTATORS ON SLOW 
SPEED MACHINES 

On slow-apeed direct-current machmes the peripheral velocity of the 
eommutator is not high enough to throw ofiE, by centrifugal force, the 
small particles of dust and dirt that may collect on the commutator 
surface; consequently, there is always more or less sparking due to the 
particles of dirt causing minute arcs across the mica insulation. Clean- 
ing the eommutator on a slow-speed machine is not very effective in 
relieving the sparking; although it gives temporary relief, the trouble 
soon appears again. The idea illustrated in the figure has proved to be 



CLEA2JIH0 BBUSH IN POSmON ON COMMUTATOR 

very satisfactory in preventing the ares in question. An additional 
brush-holder B is placed on one of the studs and turns in the opposite 
direction from the other brush-holder. In this brush-holder is placed a 
fiber or wooden brush, under the end of which is placed a piece of canvas 
three or four folds thick. The brush is made with an end considerably 
larger than the holder, as shown at A. This brings the canvas in contact 
with a greater area of the commutator. The canvas wipes the dirt off the 
commutator and prevents the pin ares. If the commutator is of a width 
to warrant it, two or more of the piping brushes may be used. The 
canvas will have to be turned or changed from time to time, the frequency 
depending upon how constantly the motor is used and upon the amount 
of dirt suspended in the surrounding atmosphere. 
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behtsttlatino seiues wniDiNa of coMPOUin).woinn) 

HOTOBS 

"Where it is necessary to rewind the series coils of medium- or large- 
sized compound-wound machines, it may be found difficult to obtain the 
proper size of wire. In such cases the coils can generally be satisfactorily 
reinsulated. 

First the old insulation must be removed from the copper, which is 
easily done by subjecting the coil to fire and burning it off. This also 
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anneals the copper and makes it easy to handle. Next the coil is placed 
on a long piece of pipe that is stiff enough to support it. Then the turns 
of the coil are very carefully separated, as shown in the figure, after 
which they can be conveniently insulated with linen tape and the turns 
may he reassembled as in the original coih 

A BELIABLE SIQNAL SYSTEM 

The transmission of signals for air from a foundry cnpola to the 
engine room, where the blowers are often located, is attended with more 
or less delay. A reliable and flexible signal system was installed in one 
plant by usii^ the following arrangement : 

Near the cupola was placed a push-button made with good, heavy 
contacts, so that the signals could be given with certainty. Around the 
cupola, where the wire was objected to comparatively high temperatures, 
slow-burning insulated No. 14 wire was used ; beyond this and across the 
yard weatherproof insulated No. 14. The wiring was installed as securely 
as for any lighting circuit, the joints soldered and properly taped, tubes 
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placed in the walls and the whole syBtem well inflated. If the line is 
exposed to ice and snow, it is a good policy to use a No. 10 wire across 
the yard. Plenty of copper is a good feature, as it keeps down the volts 
drop in the line. 

In the engine room the line was connected through a 10-in. fire-alarm 
type of gong to a 15-Tolt direct current generator. Where a generator is 
not available a storage battery can be used. The circuit was run to 
various points in the engine room and small receptacles installed, in 
which were placed low-voltage red lamps, so that if the engineer did not 
hear the gong he would see the lamps and know the gong was ringing. 
A diagram of the installation is shown in the illustration. This arrange- 
ment places all lamps and the gong in parallel but in series with the push- 



WIRING DIAGRAM FOB SIGKAL SYSTEM 

button, which must have good contacts to carry the nec^sary amperage 
at low voltage. 

Thus, when the cupola button is pushed the gong rings and the 
lamps blink the signal, and even if the engineer is in a far comer of the 
engine room he can catch the signal without listening for the gong. If 
a battery is used for power supply, the best arrangement is a 4- or 
5-ampere storage battery so connected to a direct-current generator that 
weekly charging is possible. 

BEMOVINa BETAININO TCEDOES AND COILS FROM INDUO- 
TION MOTORS 

The following method for removing slot wedges and coils from stators 
has been used with considerable success. Nearly all insulating varnishes 
and paints are softer when warm than when cold, hence the coils and 
wedges can be removed more easily if the frame is heated. To loosen the 
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■ wedge a drift of iron or fiber about '/j, inch narrower than the slot and 
five or sis inches long is placed on top of the wedge and tapped with a 
hammer. After the wedge has been loosened over its full length, it can 
be driven out by driving on its end with a metal drift. 

In removing the coils the greateEit difiScnlty is with the first one. In 
order to start this coil the hook tool, as shown at A, is used to lift the 



TOOLS FOB REMOVING COILS 
coil ends as high as they will go. The pointed tool B is then inserted 
under the coil at the end of the slot, and the coil is raised. 

BEHOVma SIGNAL LIOHTS WITH SHELL 

Tubular signal lamps as used in remote-control switchboards and 
ffimilar apparatus are commonly removed, when it is necessary to replace 
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or change them, by going in back of the board and taking off the remov- 
able socket to get at the lamp. It is sometimes difficult to locate the 
desired lamp from the back of the board, and frequently the back of the 
switchboard is not easily or safely accessible. 

These indicating lamps can be far more easily removed by taking 
them from the front of the board with the aid of a 12-gage paper shotgun 
shell. The little colored glass window in front of the lamp can be 
easily lifted out with the fingers and an empty paper shell slipped over 
the lamp. The shell is of such a size that while the lamp will partly 
enter it, it fits tightly. It can then be easily removed by turning the 
shell, and a new lamp can be inserted in the same manner. 

BESTOBma A BROKEN MOTOR FIELD CONNECTION 

A three-horsepower shunt-wound motor had a field rheostat tem- 
porarily connected with it for the purpose of adjusting the speed. 
While standing unused a wire had become disconnected from the terminal 
block of the motor. 

Pig. 1 shows the way the wiring was found. It was easy to see that 
the loose wire belonged on one of the armature terminals, but which one? 
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PIG. 1. CONNECTIONS OP HOTOB AS POUND 



In an effort to find out it was connected to one of the armature terminals 
and the motor started carefully without load. If started in the right 
direction, but was seen to be racing before the starter handle was in 
the running position. The field resistance was all out, so it was evident 
that an incorrect connection must have caused this behavior. "When the 
wire was put on the other armature terminal, the motor operated 
properly. 

Pig. 2 makes clear the reason for the racing. With the starter 
handle on the first point the motor had a fairly strong field with the 
incorrect connection, because it had impressed on it the voltage, across 
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the starting resistanee, which is a large proportion of the line voltage 
at the instant of starting, but as the motor starts and thereby reduces 
the current, the voltage across the field winding is greatly reduced ontil 
at the mmiiug position of the starter it is zero. Since the speed of a 
motor increases when the field current is decreased, the motor raced, 




no. a. CONNECTIONS OP llOTOK AS KESTOKED 

which fact was detected by the sound. Serious damage might have 
resulted if the starter resistance had all been cut out. 

It will be noticed that with the correct connection the starting resist- 
ance is in the field circuit during normal operation, but this does not 
matter because the value of the starting resistance is raJy a small per- 
centage of the value of the field resistance. 

SAFE SWITCHBOABD BLOWEB 

It is risky to blow down the back of a switchboard with an air hose 
and the usual metal nozzle, for no matter how careful the attendant may 
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be, contact is likely to be made with & live connection, especially when 
buses run along the back of the board- By placing a piece of water- 
gage glass over the nozzle as far as it will go, as shown in the insert 
illustration, and having the end of the glass tube beyond the end of the 
nozzle about two inches, the danger is eliminated. 

The glass ia secured to the hose by wrapping with adhesive tape. 

SHUKT AND SEBIES WINDINaS OPPOSED 

Oppoation of the shunt and series windings of a compound-wound 
generator is not likely to be suspected until an attempt is made to put on 
a load. If the shunt winding is connected across the brushes, as in Fig. 
1, the no-load series-field current will be zero. If the shunt winding is 



so connected as to include the series winding in its circuit, as in F^. 2, 
the no-load series-field current will be the shunt-field current, which 
will be too small to have appreciable effect through the few series tarns. 
On applying a load, however, the increasing value of the series-field 
current increases the opposing series-field effect and a load much less than 
full load will be the limit to which the current can be increased and main- 
tain the voltage at normal value by adjusting the shunt-field rheostat. 

Complaint was made that the voltage regulator of an exciter could 
not maintain the alternator's voltage, because the exciter was too small. 

On short-circuiting the series-field winding of the exciter, regulation 
became much better, and on reversing the series-field connections of the 
exciter, regulation became normal. This unit had previously been used 
as a motor. 

The compound-wound motor was being applied to generator duty that 
called for the same direction of rotation as when used as a motor, and 
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the series-fleld connections should have been reversed at the time of 
making the change, but they bad not been; therefore the shunt-field 
windings and series-field windings were opposing each other. The best 
that the regulator coidd do was to hold the shunt-field rheostat short- 
circuited, thereby giving maximum value of shont-field current. Even 



this maximum value was not sufficient to maintain the voltage of the 
alternator. 

SLOTTZNa COHBIUTATOBS IN A LATHE 

There are various devices for slotting the mica from between com- 



mutator segments. It is very eCEective to do the worit in the lathe after 
the commutator has been turned off. Make a small parting tool, a little 
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narrower than the mica between the segments, and set it horizontally in 
the tool post, as indicated in the figure. 

Take off the driving belt and put in the back-gear, block the dog in 
the faceplate slot with a wooden wedge to take up the lost motion, then 
turn the cone pulley by hand to bring the mica in line with the tool and 
push the tool through the mica by moving the carriage toward the head- 
stock with the hand gear. 



STABTINa A FBEQUENOT CHANGEB 

A 2300-volt 60-cycle, 13,200-volt 25-cycle 1500-kva. frequency- 
changer set gave trouble in starting. There was a 100-kw. 125-volt 
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CONNECTIONS FOR STARTING FREQUENCY CHANOER 

direct-current motor on the shaft for starting purposes, and this motor is 
connected to the exciter bus, but the necessary starting torque was so large 
that it required practically the entire exciter capacity of the station to 
start the frequency changer, and if started at any time except when the 
station load was low it caused an interruption to the service. In order 
to prevent interruptions to service, the following method of starting was 
adopted : 

The leads from the 25-cycle side of the frequency changer were con- 
nected to the bus at a point close to the leads of a 2000-kw. 25-cycle 
turbo-alternator, the distance between the disconnecting switches of the 
two machines being about three feet. When the frequency changer was 
to be started, the alternator was shut down, if running, the disconnecting 
switches of the two machines were then opened and jumpers, as indicated 
by the dotted lines in the figure, were run between the machine sides of 
these switches. The oil switches were then closed, both machines excited, 
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and steam admitted to the turbine of the alternator. Since the machines 
were electrically tied together, they came up to speed together and the 
frequency changer was synchronized on the 60-cycle bus, after which the 
oil switches on the 25-cycle side were opened and the disconnects closed. 
The jumpers between the disconnects of the 25-cycle alternator and the 
frequency changer were left on except when work was being done on one 
of the oil switches, since these jumpers did not interfere with the normal 
operation of the machines. 

SWITCHma LIGHTINa LOAD FBOM TWO-WIRE TO THBEE- 

WIRE SUPPLY 

The lighting system in a mill was two-wire 110-volt and a breakdown 
service was desired. 

. At first it was proposed to install a transformer near the plant, 
because the mill was a considerable distance from the nearest secondary 
line; also, the load would heavily unbalance the three-wire secondary 
system, as well as necessitate running heavier wires than if the high 
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voltage was used. As the service would be required only a few times each 
month, a primary pole-top switch was to be installed so that by discon- 
necting it when not in use the transformer losses could be eliminated. 
It was finally decided to bring in the 110-220-volt three-wire secondary 
line from the street and change the wiring in the mill from two-wire to 
three-wire by running an extra feed wire from the switchboard to the 
different distributing boxes and distributing the load equally on each side 
of the three-wire feeder. A three-pole double-throw switch was installed, 
as shown in the figure, and the three-wire 110-220-volt service was con- 
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nected from the city secondaries as indicated. When the switch is thrown 
to the street service a three-wire 110-220-volt system is obtained, and 
when thrown to the plant generator the three-wire system is cut over to 
a three-wire 110-volt distribution. As will be seen, the voltage is 110 
from each outside to the center conductor, but zero volts between the two 
outside conductors when the switch is thrown to the generator. 

TOOL FOB BEMOVmO FUSES 

It is sometimes difficult to remove small inclosed fuses from their 
clips, especially if they happen to be in an inconvenient place. The illus- 
tration shows a very serviceable pair of fuse pliers made of a piece of 
fiber. Two holes about l^ in. in diameter are drilled in a solid piece of 
fiber, and then the block is sawed open as shown, thus opening the pliers. 




HOME-MADE FUSE PLIERS 



Inserting a small steel spring as shown will keep them open normally and 
make them convenient to use with one hand. The distance A is about 



Vi6 in. 



TOOLS FOB TTNDEBOUTTINO MICA 

For undercutting the mica in commutators a tool made as illustrated 
is handy. The slot in the holder is made as deep or deeper than the 
width of the hacksaw blade, with small bolts to clamp the blades at each 
end. Any depth cut desired can be made by adjusting the blade in the 
holder, but there seldom is occasion to move the blade. The handle part 
is cut away just enough to allow the fingers to pass over the commutator 
without rubbing. In undercutting commutators care must be taken that 
no rough edges are left after the mica is cut, but it is sometimes hard to 
avoid this, especially if it is an old commutator. These rough comers 
can be smoothed, after the mica has been undercut, with a V-shaped tool 
made of hardwood or vulcanized fiber, run between the segments as 
shown at A, and it does not spoil the bar. The front comer of the under- 
cutter, which is made of fiber, can be used to smooth these raw edges. 

Another commutator groover is made by cutting a Vs- or Vie-i^* 
piece of fiber to the desired shape for a handle— tEe shape and size shown 
in Pig. 4 has been found convenient. Saw a slot in the lower enS td 
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receive a short piece of hacksaw blade, which may he aecnrely Ciamped 
in place with two holts. The kind of saw, as to thickncaa and fineness, 
most be suited to the work. 



A SMttan 

x-x 

FIQ. 1. SHOBT SAW BLADE CLAUFKD IN TULCANIZSD FIBER HOLDING 

A similar tool for nse in cutting down the mica between commntator 
segments can he made by inserting a piece of hacksaw blade in a hard- 
wood or fiber handle shaped as shown in Fig. 2. It can be made any size 



TIG. a. COUMUTATOB MICA CUTTEB 

to fit the requirements. Two oblong holes arc made through which bolta 
are passed in order to secure the hacksaw blade at any angle desired. 

Another tool for undercntting mica is shown in Pig. 3 where A repre- 
sents a steel straight-edge about ^4 ii- thick and slightly longer than the 
length of the commutator s^ments and square at one end to butt up 
agaiimt the head ot the commutator. S is the undercutting tool, about 12 
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in. long, made from a piece of ^/i, hex. tool steel forged flat for about 
one-fourth of its length to a thickn^s at point D equal to the thickness of 
the mica between the Begments. The "half-heart" shaped lobe C affords 
a bearing place for the fingers in using the tool. 



flO, 8, COMHTJTATOB MICA UNDERCnTTING OUTflT 

L^ the straight-edge on the commntator with its edge in line with 
the mica between the segments with the square end against the head of 
the commutator and hold it firmly with the left hand. Then, holding the 
tool B in the right hand, draw the point D alot^ the mica the same as 
drawing a pencil along a ruler in ruling paper. This operation will start 



B16. 4. COUUnTATOB-aBOOYINO TOOL 

a nice groove in the mica without burring the edges of the copper Ml 
either side. After one or two passes the tool can be turned endwise with 
the point D down and the mica taken to any desired depth or a saw blade 
ma7 be used to finish the groove. The disadvantage of a saw blade is 
that the set of the teeth burr the copper more or less, while with this tool 
all chance of a burr is eliminated. 
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The tool will also be found handy in raising coil leads out of the slots 
in the head of a commutator when unsoldering them preparatory to 
removing the commutator or making coil repairs. After heating the 
ends of the coils until the solder starts to melt, drive the point of the 
tool into the slot under the ends of the wires, with lobe C down, for a 
fulcrum, on the bottom of the slot, and the ends of the coils can be easily 
raised by a downward pressure of the hand. Square edge E can be 
used as a scraper for taking the surplus hot solder off the ends of the 
wires as they are raised. 

TBOUBLE IN SYNCHBONIZINa 

After shutting down our two 250-kva. engine-driven alternators to 
repair a loose connection on the main oil switch, it was found, on 
starting up, that the generators could not be synchronized, and adjusting 
the governors, etc., failed to effect a cure. It was observed that one 
generator had a pulsating instead of a steady hum and concluded that 
an uneven air gap was the cause of the irregularity. 

Upon inspection of the setscrews regulating the air gap, two were 
found loose, allowing the stator to shift a little with each revolution. 
After adjusting the air gap and tightening the setscrews, the generators 
synchronized as usual. 

TWO ELEOTBIC ALARM DEVICES 

The type of vacuum alarm shown in Fig. 1 is suitable for any system 
using a recording gage. A mercury cup is set in the base of the instru- 
ment, as shown, with one lead from a battery connected to it. The other 
lead is connected to the pen arm. A wire is fastened to the pen arm 
and extends almost to the surface of the mercury when the vacuum is 
normal. Should the vacuum go down, the hand will move to the left and 
the wire entering the mercury will complete the circuit and the bell will 
ring. The wire from the arm to the cup may be bent to give the alarm 
at any desired pressure. 

Fig. 2 shows an alarm used on a transformer air-blast tunnel pipe. 
The air acting against plate A keeps it up, but if the air blast fails for 
any reason, the disk falls, completing the electric circuit and causing the 
alarm bell to ring. 

A VEST POCKET TESTING DEVICE 

Most testing devices derive their power direct from the plant current 
supply through a lamp or bank of lamps and are a fixed or stationary 
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part of the plant equipment. A testing device that can be carried in the 
vest pocket may be used to test fuses, open-circuits, short-circuits or 
grounds— -or for locating almost any trouble found in the everyday work 
of the electrical department of an industrial plant. 

As indicated, the fuse-testing apparatus is made from an ordinary 
pocket flashlight. To the top of the flashlight case, after taking out the 
flash switch, solder a terminal as shown to the right. On the opposite 



Lock'nut 




BATTERY FLASHLIGHT TESTING DEVICE 

side drill a hole and insert another terminal. The left-hand terminal is 
insulated from the case and held in place by two nuts.' This terminal 
comes in contact with the flashlight-battery terminal. 

In the figure the equipment is shown used to test a cartridge fuse. 
By bringing a lead out from the right-hand terminal, tests can be made 
with the battery case in the pocket. 



UNSTMHETBICAL CONNECTIONS 

An attempt to parallel two exciters resulted in the circuit-breakers 
opening and brushes sparking, and the automatic voltage regulator was 
put out of order. The regulator was found to be intact excepting that 
the relay contacts appeared to have been handling heavy currents. 
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Fig. 1 indicates the cause of the trouble ; here the dotted line shows the 
two field rheostats to be connected together as a result of their windings 
becoming ground to their frame and of mounting the two rheostats 




PIG. 1. CONNECTIONS WHEN TROUBLE OCCUBBED 

directly on the iron framework of the switchboard. Instead of connect- 
ing the rheostats to the same busbar, as indicated in Fig. 2, they were 
connected to busbars of opposite polarity, as in Fig. 1, so that the 
closing of the main switch of the incoming machine completed a short- 




PIG. 2. CORRECT ARRANGEMENT OP CONNECTIONS 

circuit through the two rheostats in series, further complicating the 
trouble. 

In order to right matters, the grounds were cleared in the rheostats, 
their frames insulated from the switchboard frame and the connections 
changed to those of Fig. 2, in which the two machines are shown to be 
connected alike in all respects. This indicates that two machines should 
not only have the same polarity when they are paralleled but should 
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also be connected symmetrically so as to eliminate any complications 
that might arise from this source in case of trouble. 



WHEN THE aBOUND INDICATORS DECEIVED 

In a large generating station each alternator had two sets of 
ground lamps connected across its exciter ; one set on the main switch- 
board, the other on a power-supply switchboard on the turbine-room 
floor. iBach set consisted of two 250-volt lamps in series, with the 
wire common to both lamps grounded, as in Fig. 1. On one occasion 
the switchboard ground lamps of one of the units began to flicker, 
and a warning was given that the unit had a swinging ground on its 
field. 



r-cfej 



'Lamps 




^. 




'lamp&'' 



^Hr*f 



Swffchboqtrvt 
Lamps 



Turbine f7oor 
Lamps 



£x/fer 
DIAGRAM OF GROUND-DETECTOE LAMPS 



The ground seemed to clear itself in a short time, only to imme- 
diately return and become solid. The filament of lamp 1 was barely 
red, while lamp 2 was at full brilliance, indicating a positive ground. 
Both lamps normally burned at half brilliance since, being connected 
in series across a 250-volt circuit, they operated at only half voltage. 
At the time of the trouble no one gave thought to the scheme of con- 
nections, or remembered to check the switchboard lamps against the 
set in parallel with them on the turbine floor. 

An electrician passing the turbine-room lamps noticed lamp 4 dead 
and lamp 3 dim. He twisted the dead lamp in its socket and both 
sets of lamps came back to normal. Vibration had loosened lamp 4 
in its socket, causing the other three lamps to flicker; and when the 
circuit was broken at lamp 4, lamps 1 and 3 became dim and lamp 2 
bright. 



SECTION VIII 
INTERNAL COMBUSTION ENGINE KINKS 



ATJUSTMENT OF VALVE-TIMINO MECHAKISH 

In gas and oil eng^es it is customary to have the valve pushrod 
provided with right- and left-hand threaded ends. To obtain ad- 
justment of the valve timing, it is necessary to atop the engine, open 



COLLAB OB PnSHEOD ASSISTS 




the crankcase and loosen the locknut at the lower end of the rod 
before the rod length can be altered. The consequence is that the 
valve timing of the engine is always secured when the engine is cold. 
Owing to the variation in length of rod when cold and when warmed 
up, the timing as made when cold is never maintained. There is 
always some wear and backlash to distort the valve timing. 
147 
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To allow the valves to be timed while the engine is running, make 
collars or sleeves, as shown in the sketch. The valve pushrod is cut 
in two pieces and grooves made in the ends inclosed by the collar. 
Two setscrews are fitted into the grooves, preventing looseness. 

To adjust the timing, the locknut at the upper end of the rod is 
slackened off, the setscrew is loosened and the rod turned; this 
shortens or lengthens the rod as the case may be. As soon as the 
desired **lead'' is secured the locknut is tightened and the setscrew 
adjusted. 

BEHAVIOR OF A SEMI-DIESEL OIL ENGINE 

The seizing and sticking of the piston may occur from a faulty 
cooling system or poor bearing of piston on cylinder walls. The cool- 
ing system should be sufficient to cool the cylinders ** stone cold'' at 
the maximum load the engine will pull. For the volume of water 
passing through the jackets must increase as the load increases ; or in other 
words, the temperature must be lowered until the piston stops pound- 
ing from heat. The piston should show a full bearing at full load and 
no high spots or other distortions. This may be remedied thus: The 
engine should be run at its maximum load and the piston carefully 
watched for pounding or groan, and removed at first sign of it, and 
all high spots filed down. This process should be repeated until the 
engine pulls its maximum load without any sticking or seizing. 

The cracking of exhaust and inlet port bridges is caused by un- 
equal expansion when solid bridges are used between exhaust ports, 
and clogged circulation passages when water-cooled bridges are used. 
Solid inlet-port bridges do not break because they are not exposed to 
heat, but the exhaust-port bridges should be water-cooled to prevent 
cracking and the circulating water should pass these ports first before 
cooling elsewhere. 

The fuel system requires careful attention, particularly the strain- 
ing of the fuel of all grit and foreign matter. If this is neglected, 
all manner of annoyances wiU occur, for it breaks and misdirects the 
spray from the fuel nozzles. The fuel nozzles should be checked for 
spray at intervals. This is very important, especially where the spray 
is directed against some special igniting surface. 

BRAKE TEST OF SBIALL GAS ENGINE 

One of the simplest and best forms of brake for testing the power 
of a small motor is shown in the illustration. A piece of flexible 
belting is thrown over a pulley P of any convenient size secured on 
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the shaft of the motor. To keep the belt from sliding off the face 
of the pulley it may be tacked fast to light notched cleats AA that 
allow a little clearance at the edges of the pulley rim as indicated at 
C Having rotation of the pulley in the direction indicated by the 
arrow, the tendency for the belt to become wound on the pulley is 
resisted by placing weights in a bucket B, or other convenient recep- 
tacle, attached to the side T. As a precaution against accident the 
ends of the belt are secured to the floor at S and D by stout flexible 
cords and these cords must be slack when the weight at B is observed 
for use in the computation. When the cleats and the ends of the 
belt are in position to balance without tendency to rotate the pulley 



STRAP BRAKE FOR TESTING SUALL MOTOR 

in either direction, the power developed by the motor in sustaining 
a weight B with slippage of the belt on the pulley would be the same 
as though the same weight were being raised at the same speed by 
the belt winding on the pulley. If the distance L represents the radius 
of the pulley plus one-half the thickness of the belt, in feet, the length 
of belt that would thus be wound up and the height the weight would 
be raised per revolution would be L feetx2X3-1416. and this multi- 
plied by the r.p.m. and value of the weight in pounds, would be the 
foot-pounds exerted per minute. 

For example, if L=6% in., r.p.m.=300, and total weight B=12 

1> 

11,545.4 ft.-lb. per min., or 11,545-^3,000=0.34 brake horsepow 
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BREAEma OF DIESEL-ENanTE VALVE SPBmOS 

With certain makes of vertical Diesel engines considerable trouble 
is caused by the breaking of the suction- and exhaust-valve springs. 
Since it is impossible to operate the engine with a spring broken, such 
an accident entails the cutting out of this particular engine. 

This trouble was solved in one plant in an unusual and clever 
manner. Directly above each valve an eyebolt was placed in the 




ICAKESHIFT TO OVERCOME BROKEN- 



ceiling. The valve dashpot piston or cap was drilled and tapped in 
two places and two small eye-bolts were inserted with locknuts on 
the inner side of the cap. If a spring broke, a spring with two hook 
chains was connected to the cap in the manner shown in the sketch, 
and a small tackle-block connected the other end of the spring to the 
ceiling eye-bolt. The proper tenmon could then be given the spring. 
In this way the valve continued to function until the engine could be 
ehut down after working hours. Such a device can be fitted to any 
eng^e of either horizontal or vertical type. 

A CASE or on. THsowma 

A gas engine of the inclosed crank-case type developed a bad case 
of oil throwing from the flywheel, and an examination proved that the 
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bearing had run hot enough to allow the babbitt lining to ''wipe'' over 
the oil grooves. There has been a groove in the bottom of the bearing, 
as shown at A in the illustration, and also a vertical groove in the end 
of the bearing at B, and the surplus oil supplied to the bearing had 
originally found its way back to the crank case through these grooves; 
but as both were now full of babbitt metal and the crank disk C rubbed 




OIL GROOVES WERE CLOSED 

the end of the bearing so closely that the oil could not get between, 
there was nothing it could do but run out at the other end of the 
bearing into the flywheel and from there to the four winds. Clearing 
the oilways corrected the difficulty. 

OmOUMFEBENTIAL CRACKS IN CRANKSHAFTS 

Sometimes the shaft of an oil engine will develop a crack. To test 
for the depth of the crack rub Prussian blue mixed with kerosene into 
the crack, and then use gasoline torches to heat the shaft. This will 
give a fair indication of the depth of the crack from the amount of 
coloring matter that will ooze out. Then let the shaft cool while plenty 
of Prussian blue is again applied, as the contraction will absorb some 
coloring and upon heating the shaft again it will ooze out, thus giving 
a fair idea of the depth of the crack, thus checking the first test. 



CLEANING WATER JACKETS OF OAS ENGINES 

For removing scale from a gas-engine water jacket if the scale is of 
lime formation use a gas blowtorch. A piece of V82-ii^- copper tubing 
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is fitted with a %-in. tee. To the two open ends of the tee, run lines 
from the air starting tank and from the gas-supply line, both lines 
being equipped with regulating valves. When the gas is turned on and 
ignited and the gas and air valves are properly adjusted, the flame 
issuing from the tip of the copper tube will b© at a white heat. When 
the flame is directed against the scale, the latter becomes very hot and, 
in expanding, drops off. Since it requires only a few seconds for the 
scale to become heated, the cylinder walls will not be injured. 

DIESEL CYUNDEB-HEAD OASKETS 

In one instance the heads on two 170-hp. Diesel engines had cracked 
and had been welded. The welded portion, on cooling, became some- 
what warped, and gave a great deal of trouble by leaking. It was im- 
possible to tighten down on the regular copper gasket sufficiently to 
prevent this leak. 

This was overcome by using No. 6 copper wire. The bare wire 
was cut with taper ends and was placed so that the ring pressed along 
the outside edge of the gasket groove. After the copper ring was placed, 
a small asbestos rope was placed alongside of the copper gasket, and 
the two were then lightly coated with red lead. After the head was set 
on the cylinder, the nuts were tightened down in the usual way. The 
copper wire can be drawn down a great deal and easily conforms to 
any unevenness of the joint. The asbestos rope and lead, being on the 
inside of the joint, will collect small carbon particles and thus will stop 
any small gas leak. This method will not fail to make a tight joint. 
When a new gasket has been placed it should be tightened up again 

m 

after the engine has been in operation a short time. This should be 
done while the engine is still hot. 

The springs are not drilled for the weights, as this would weaken 
them; instead, each weight is built up of an inner piece, slit almost 
through with a hacksaw to take the spring, and an outer sleeve forced 
over the inner part and spring, thus holding both tightly together. The 
weights may be brass or steel. A stop collar on the shaft is necessary 
to limit the amount of governor opening, otherwise the springs might 
buckle; in any event, there should be no great strain on the springs 
when the weights are all the way out. 

The easiest way to arrange the control lever is to attach a small 
brass roller to it, running on a steel stud ; the roller fits into the grooved 
flange, and it and the lever are pushed back and forth as the governor 
weights move in or out. For a governor of this type a simple butterfly 
valve and lever, in the intake pipe, is probably best, though in manv 
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cases connection can be made directly to the throttle lever on the car- 
buretor. 

DIESEL OYUNDEB-HEAD REPAIR 

The welding of fractured Diesel cylinder heads is not an unqualified 
success. It requires an experienced welder, and if extreme care is not 
exercised the weld will show fractures on cooling. 

Instead of welding, on one particular job a machine process was 
undertaken. A portion of the metal along the fracture was removed 





Cross-Section of Wedge at A- A 
DIESEL CYLIKDER-HEAD BEPAIB 

by a shaper and the edges made wedge-shape as shown in the illustra- 
tion. The surfaces were hand-scraped as was also the steel wedge which 
was to be inserted in the cavity. The wedge had a 1 to 24 slope and 
was sledged into place. Two dowel holes were then drilled and pins 
inserted. The two ends of the wedge were cut oflf to conform with the 
adjoining surface. At one end the exhaust valve seats on the wedge, 
and although the latter was steel, no leaking occurred at the seat. 

It will be noticed that the inner, or wide, end of the wedge rests 
against the male portion of the joint when the head is placed on the 
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cylinder. Even if the dowel pins failed to hold, the male joint would 
prevent any movement of the wedge. The angular shape of the sides 
of the wedge effectively prevent any vertical motion. In operation the 
wedge is absolutely tight and shows no signs of fracture. The stress 
that exists in a welded bridge is not present. 

DIESEL-ENaiNE POINTERS 

In aligning the bottom shells of oil-engine main bearings, the thick- 
ness of each shell should be measured at the ends and center. If one 
bearing has worn thinner than the others, it should be shimmed up or 
the others scraped down. 

Most oil engines run best with 0.004 to 0.006 in. clearance between 
the shaft and the top bearing. To secure this, lead wires can be used 
to check the clearance. 

If the crankshaft has an endwise movement, the ends of the bearing 
should have babbitt rings run on them; steel washers placed between 
the crank throws and bearings are equally good. If not corrected, the 
sidewise movement will bell the crankpin bearings. 

If a main journal or crankpin gets roughened the scores can be re- 
moved by careful filing and lapping with emery compound. 

If a babbitt lining shows evidences of being cracked, it should be 
removed and rebabbitted at once. 

After rebabbitting a bearing, it should be bored true before scrap- 
ing, in order to preserve the alignment of the shaft and bearing. , 

TATma DIESEL PISTON FRACTURES 



In the operation of a horizontal Diesel oil engine it was found 
that the piston head or firing head burned out about every six months. 
The fracture usually occurred when the engine load was heavy. At 
times the fracture would open up enough to allow the flame to shoot 
back into the engine frame. The head was removable, being held in 
place by setscrews. 

It was noticed that the fracture always started about three inches 
from the center of the head at practically the same spot. Apparently, 
there were two causes of the fracture. The design of the head included 
circular ribs at the front side. In cooling, after casting, these ribs de- 
veloped stresses in the head. For several reasons ribless heads were 
deemed inadvisable and effort was directed toward effecting some ar- 
rangement whereby the fuel spray would not be centered on this one 
spot. It was believed that if the spray through the one hole in the 
spray tip struck this spot, the high temperature, much higher than that 
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of the surrounding metal, would cause expansion and contraction. TMs 
finally would result in a small fracture, which, as the gas blew through, 
would enlarge as the flame burned the edges of the crack. 

Consequently, the single-orifice spray-valve tip was removed and a 
tip with six holes substituted. These holes were drilled slightly diago- 
nally with the center line; the oil then issued in six streams, or sprays, 



AUTERATIOH O? DIESEL SPRAT TIP 

and covered a greater portion of the combustion space. This stopped 
further fracturing of the piston head. A decided improvement was 
noticed in the color of the exhaust. Originally, it was always slightly 
dark and the piston head usually was covered with carbon. With the 
new tip it seems that the oil is broken up better and is mixed with a 
greater amount of the air, giving better combustion. Figs. 1 and 2 
show the fuel-spray valve with the old and new tips. 
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EXHAUST-FIFE SFBAY PIPES OLOOOED 

The iUtistration shows an exhaust pipe on a blast-fnmace gas engine 
in which trouble was had with the sprays A and B closing with mud 
and scale, and created a good deal of inconvenience. 

The exhaust pipes are 26 in. in diameter, and a 1-in. pipe extends 
down into the exhaust, from the top, to a depth of 20 in., as shown at 
A and B. Each pipe contained thirty-sis y^-in. holes, the inner ends 
being pinned. This gave the desired spray effect as long as the small 
holes were free from mud, but after being in use awhile it was neces- 
sary to shut down in order to clean out the spra^. 




The old spray pipes were removed, and instead of putting in another 
set of pipes of the same design, the internal edge of a 1-in. pipe was 
apset, as shown at C, where it enters the &ang$ on top of the exhanst 
pipe. To get the best results with the pipe cut as at C, cut about l^^ 
in. of threads on the pipe, and with a hacksaw cut two slots in the end 
of the pipe, ^^ in. deep and 14 in. apart, and bend the two narrow strips 
in toward the center. 

The pressure of the exhaust dischai^, together with the split stream 
of water striking the exhaust at right aisles, will make sufficient spray 
to keep the exhaust pipes cool. 



FSACTUEED OXL-ENGIME PISTOK HEAD BEPAntED 

On Diesel engines it is customary to "sew" cracks or fractures in 
the piston heads. This ia a somewhat difficult proceeding and too ex- 
pensive for hot-ball engine pistons. The illustration shows a method 
that has been followed with success in several instances. The fracture 
is covered with a drilled ^-in. boiler-steel plate and the piston head has 
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tapped holes for %-m. capscrews to match the holes in the plate. A 
thin layer of iron cement is placed between the piston head and the 
plate, after which the capacrews are tightened. 

To eliminate danger of preignition, due to the capscrew heads be- 



PATCHED OIL ENGDTE PISTON 

coming incandescent while the engine is ninning, the beads can be cat 
off and the shanks of the screws riveted over tbe plate. If this is done, 
the boles in the plate shonld be counterbored to permit a better riveting. 

FUEL-OIL UNLOADINa APFABATUS 

Either of two methods may be nsed for unloading oil, dependent 
npon the location of the plant storage tank and the top<^aphy of the 
land. If the storage tank is ondergronnd or bdow the level of the rail- 
road siding, the underneath unloading apparatus is cheaper to install 
and requires no pump to handle the oiL Fig. 1 shows this arrangement. 
The imloading piping is attached to the fuel line leadii^ to the storage 
tank. The pipe line should be anchored, preferably to a concrete block, 
to prevent any displacement of the pipe line. Swinging joints may be 
nsed, but a ball-and-socket arrangement having a soft metallic gasket 
is the best. The two joints of pipe should be several feet longer than 
the distance to tbe center of the railroad track, as this allows connection 
without an exact placement of the car. The pipe is much superior to 
flexible hose. The pipe size may be as desired, although a diameter 
above two inches should be chosen. The tank coupling can be obtained 
from any supply house. 
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Where the storage tank is placed above the track level, the over- 
head unloading system is advisable. It has the advantage of providing 
ample clearance along the track. Furthermore, there ia no danger of 



FIG. 1. UNDERNEATH UNLOADING APPARATUS 

loss of 0)1 due to defect in the unloading coupling. The platform should 
best be set at least eight feet from the near rail and should be ten to 
twelve feet above ground. Fig. 2 gives the various dimensions and shows 



FIG. 3. OVERHEAD UNLOADING APPABATDS 
two unloading pipe lines, although one is sufBeient. In the Northern 
states fuel oil often is very sluggish to handle and it becomes necessary 
to install a steam pipe line to the tank heater coils. This line can he 
placed on this unloading rack without interfering with the fuel oiL 
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HOW TO MASE A SIMPLE OAS-ENGINE GOVERNOR 

The sketches show the construction of a small governor of the Pick- 
ering type on which but little lathe-work is required. The size will 
depend on the speed at which it is to be driven and the amount of 
pull required to move the throttle valve, which will be of the plain 
butterfly type. The higher the speed the smaller the weights required 
or the stiffer the springs. Two brass or steel hubs are turned up and 
reamed to fit the driveshaft and filed off to take the governor springs. 
Two, three or four springs and weights can be used, according to re- 
quirements; heavy clock spring will answer the purpose for a small 
governor. The ends only of the springs are drawn ; then they are held 
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DETAILS OP GOVEENOE CONSTEDCTIOS 

in place and sleeves driven on over them and the hubs j holes are drilled 
through the sleeve, spring and hub and tapped for machine screws. The 
inner ends of the outer sleeves should be flared out to relieve the springs 
when the weights are all the way out. One hub is pinned or keyed to 
the shaft, while the other is a sliding fit and is provided with a grooved 
flange to take the control-lever roller ; or else the shaft is fixed in place 
and the two hnbs revolve on it, one having the drive pulley or gear 
integral with it and held between two collars which are fast on the shaft. 

HEASURIMa DIESEL.GNOIME OBANEPIN CLEARANCE 

The average operator of Diesel engines "jumps" the conneeting-rod 
big-end to determine the crankpin clearance. This is open to the objec- 
tion that the result obtained is comparative, not exact. 

To secure an accurate determination of pin clearance, either of two 
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methods can be adopted. In Fig. 1, which outlines a big-end bearing 
and crankpin, a lead wire B, or soft soldering wire, about % in. in 
diameter, is inserted in the bearing between the pin and the babbitt. 
The bolts are next tightened until the halves of the bearing meet on 
the shims, or distance pieces, at the junctions AA. After loosening the 
bolts, the wire, which has been flattened in the tightening process, is 
measured by a micrometer. If the thickness Is not between 0.007 in. 
and 0.010 in., shims can be removed or inserted at ^ to bring the clear- 
imce to this value. The objection to this method lies in the difficulty 
of removing the wire. Usually, the pressure exerted on the bolts with 
the consequent flattening of the wire causes the latter to adhere to the 



crankpin so that it is almost imposrable to remove the wire without 
lowering the bottom half of the bearing. 

A second method is outlined in Fig. 2. Here the bolts are drawn up 
Ds tight as possible and the opening at A is measured by a thickness 
gage. This width plus the desirable clearance of 0.007 in. is equal to 
the. thickness of shims, or distance pieces, that must be inserted. If the 
halves of the bearing come together without shims, the bearing needs 
rebabbitting. In rebabbitting it is highly desirable to have ample shim- 
ming between the two halves. One-half inch on each rade is not too 
much, since that will allow considerable wear before the bearii^ need be 
rebabbitted again. 

on. AKD FUEL TROUBLES IN A DIESEL ENGINE 

Poor lubrication of pistons, accompanied by excessive wear on piston 
lings and liners, developed in a Diesel engine. Elxamination showed 



INTERNAL COMBUSTION ENGINE KINKS 161 

that the crank-case oil was fairly good, but that the pistons were lubri- 
cated by an old-style force-feed lubricator. It was advised that a new- 
style lubricator be purchased and installed, as this is timed to inject 
the oil in synchronism with the piston movement. That is, the oil is 
injected at the dead-center position of the piston at the beginning of 
the power stroke, so that it acts to seal the piston rings and lubricate 
the liner at a time when the piston is doing the most work and lubri- 
cation is most needed. 

Naturally, oil delivered by the old-style lubricator to the four open- 
ings in the cylinder liners sometimes is injected at the proper time; 
but as other pistons may have passed the openings, any oil injected at 
such time does no work and is of no benefit. Instead, it helps to form 
carbon in the cylinder. To obtain greater benefit, the piston should be 
in position to receive the lubricant on its outer circumference, directly 
between the third and fourth rings, while it is practically at a stand- 
still. . This is the dead-center position, and so the timed lubricator gives 
the most efl&cient service on Diesel engines. A set of gears attached to 
the layshaft is used for timing. Prom 15 to 20 drops of oil per piston 
per minute is average practice on engines up to 225 hp. at 164 r.p.m. 
Above this speed proportionately more oil should be used, 30 drops per 
minute for larger engines being about the maximum. 

By means of a bent wire it was found that the suction check on 
the main fuel tank was badly adjusted, and this adjustment was rem- 
edied to prevent silt, sand and such rubbish from being picked up and 
carried to the auxiliary fuel tank. Considerable grit had been sucked 
up and no doubt had caused the fuel nozzles to cut badly. They had 
to be reground practically every two weeks, whereas once a month 
should be sufScient. 

All piston rings on the engine were removed, all valves, fuel nozzles 
and seats ground in, and new fuel-cam noses put on to replace those 
that were worn. The gears were cheeked for correct timing, and the 
cylinder walls were smoothed up by scraping and polishing with emery 
cloth. The oil in the crank case was renewed, the bearings keyed up 
all around, the piston pins polished, all jackets and heads washed out 
"with a hose and the water passages examined for scale. After assem- 
bling, the engine was started, and the indicator was applied to determine 
the compression in each cylinder. This was found to be excellent, and 
no further trouble from excessive wear occurred, while the fuel con- 
sumption was notably decreased. Part of the success in providing 
good lubrication on this engine was due to the change of oil. 
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OIL-ENOINE CBANESHAFT BEPAIR 

The crankshaft of a 180-hp. single-cylinder oil engine developed the 
two cracks indicated in Pig. 1, It was decided to weld the old shaft. 
With an acetylene torch a cut was made where the cracks were visible 
until it was certain that the bottom of the cracks had been reached, 
the cut varying from li^ to i in. deep. These cracks were then filled 
in with an electric are weld, nsing steel electrodes of as near the same 
kind of metal as the shaft as could be obtained. 



CBAKESHAPT EEPAIB 

Then two pieces of round shafting 5% in. in diameter were cut 
about 30 in. long and one placed on either side of the throw of the 
crank, as shown in Fig. 2, well overlapping the old cracks. These were 
huilt up with an electric arc weld until they appeared as integral parts 
of the shaft. The work was done without the labor of removing the 
shaft from the bearings. 

on. ENOINE SMOKES 

A surface-ignition or low-pressure oil engine had a decidedly smoky 
exhaust. The engine was of the hot-bulb type and had the crank end 
of the engine cylinder inclosed. This acted as the air compressor to 



INTERNAL COMBUSTION BNOINE KINKS 163 

fomisli the, scavenging air to the power cylinder. The engine operated 
on the two-stroke cycle, and the cylinder construction followed the gen- 
eral lines shown in the illustration. 

Examination revealed that the excess lubricating oil fed into the 
cylinder worked to the air end and dripped down into the airbox A. 
There was a plugged opening at B which had never been opened. The 
oil had filled this air passage, or box, until it was on a level with the 
air suction valve C. Thus, the air in passing through the valve picked 
up the oil and carried it in suspension. This air, after being com- 
pressed, blew into the power cylinder when the piston uncovered the 
air ports. The lubricating oil held in suspension was heated up by the 



CTLraOEB CONSTEUCnOH 01" THE ENGINE 

exhaust gases and, as it passed out through the exhaust ports, prodnced 
black smoke. .A %-in. drain line was run into the air passage three 
inches below the air valve. This drain had a cheek valve opening out- 
ward ; the check allowed the oil to drain out and prevented the suction 
pressure from causing a reverse flow. Of course the open drain line 
caused a loss of air, but this was small and had no effect on the scaveng- 
ing. The installation of the drain line caused the exhaust to clear up 
at once, 

OIIr-FAN ABRANGEMENT FOR ASOESTAININO FUEL 
LEAKAGE 

During economy tests on an oil engine it may be necessary to know 
the amount of fuel oil that leaks by the fuel-pump plunger. In one 
instance this pump was located over the camshaft A, and the plunger 
was driven by the cam B. The pan C was placed directly under the 
pump (not shown) and had been draining all the leaking oil through 
the hole D into the pail. 

In order to ascertain the exact amount of oil leaking between defi- 
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nite intervals of time, the apparatus shown in the sketch was arranged 
The strips B were bent and fastened to the under side oJ the pan C 
by machine screws. Two light pieces of angle-iron were riveted so that 
the pan F would just slide into the pocket formed by these irons, which 
were made so that the pan fitted snngly enough to prevent sliding out 
due to vibration. Then the pan O was arranged underneath on the 
floor and held in place by wooden strij«i H. 

With this arrangement the oil was allowed to leak into pan until 
the start of the test. Then the pan F was slid into place and kept there 
for the duration of the test. For convenience the pan F was made to 
weigh an exact number of pounds. 



OIL-FAK ARBANQEUENT FOR ASCEBTAIKTNG FUEL LEAKAGE 

This was fonnd very convenient in determining the number of 
pounds of oil that should be subtracted from that drawn from the supply 
tank by the pump. In calculating the economy of the engine, this fuel 
leaking past the pnmp plunger is an important consideration. 

REMOVAL OF DIESEL CRANKSHAFT 

It became necessary to remove the crankshaft of a three-cylinder 
vertical Diesel engine. This unit was provided with a box frame with 
circular flanges at each end, surrounding the shaft. The shaft had to 
be raised ofiE the main bearings and moved longitudinally through the 
circular flange opening. Considering the diameter of the opening, 
which was 30 in., in relation to the extreme width of the crankshaft 
from pin to pin, 301^ in., the task was by no means an easy one. The 
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job was made increasingly difficult by the inability to remove the bear- 
ing-cap studs. Furthermore, the engine had been moved outside the 
engine room, so that there was no trolley chain hoist to do the work, 
A frame of 8 x 8-in. oak timbers was erected, as shown. At the tops 
of the vertical timbers a, %-in. holes were bored to a depth of 10 in. 
and threaded iron rods inserted. The three top eroas-timbets b were 



FSAIIEWOBE AND POSmOM C 

bored and held fast by the bolta in a. Two 16-ft., 8 x 8-in. timbers c 
were spiked longitudinally on the eross-timbers. 

Two 6-in, maple rollers d were placed on the timbers c, and rope 
slings were passed around them and fastened to two 4-ton chain blocks. 
Since the shaft weighed eight tons, the blocks were amply stroi^. 

The main-bearing caps were removed from all the bearings, while 
the entire end bearing was taken out in order to provide room for the 
removal of the crankshaft. The bearing wedges were not touched, and 
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as the bearing was dowel-pinned against side shifting, the bearing could 
be replaced without realigning the shaft. 

Rope Blings were passed around the shaft and hooked to the blocks. 
The shaft was then lifted. Two workmen, using small bars, pinched the 
rollers aloi^ the timbers c until the block chains touched the sides of 
the top openings of the engine frame. The shaft was then blocked up 
and the rollers moved to a new position, wherenpon the blocks were 
again fastened to the shaft and the endwise movement of the shaft 
continued. 

The three sets of crankpin throws were of course 120 deg. apart, and 
this necessitated continual shifting of the shaft to allow the throws to 
pass the main-bearing studbolts. 

BEPAIBINa A OBAOKED WATER JACKET 

The water jacket of a gasoline engine was cracked in two places. 
One of the cracks was a very fine one, while the other one was more 



not 

MKTHOD OF APPLYING THE COPPBB SOLPHATE 

open. The laitcer crack was brazed in the following manner: First, to 
prevent the cracks from lengthening, holes about % in. in diameter 
were drilled and tapped at each end of the cracks and fitted with iron 
machine screws coated with shellac to make a tight fit. The wide crack 
was then prepared for brazing. With a sharp-pointed file the sides of 
the crack were carefully cut away to form a V-ahaped groove, as shown 
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in Fig. 2. Along the bottom of the V, or crack, a very soft brass wire 
was placed and powdered borax sprinkled over it. The surface around 
the crack was first heated carefully with a blowtorch and the torch finally 
brought to bear upon the brass wire over the crack. With sufl&cient 
heat the wire was melted and fused into the crack. 

The fine crack was not brazed but copper-plated. The water jacket 
was filled with a saturated solution of copper sulphate (blue vitriol) 
made by dissolving the crystals in warm water. At first the liquid 
leaked through the fine crack quite freely, but it was collected in a pan 
and poured back into the jacket again. After a time a coating of pure 
copper was formed in the crack, filling it up and making it tight. The 
job was considered done, but after the engine had been given a short 
run, a little leakage was still noticeable. To eliminate this fault, the 
copper-plating process was applied again by holding the copper-sulphate 
solution under air pressure by the use of a tire-inflating pump, as shown 
in Pig. 1. A few strokes with a tire pump was sufl&cient to create a 
pressure in the jacket, and when the copper plating was finished there 
was no leak even under pressure nor was there any leak when the engine 
was put into service. 



REPAIBINa OIL SINGS OF GAS ENGINE 

On examining the outboard bearing of a 650-hp. vertical gas engine 
that had been giving considerable trouble, it was found that the oil 




TWO METHODS OF REPAIRING THE OILING RINGS OP A GAS ENGINE 
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ring was broken in two places. To make a new ring and raise the 
shaft to get the bearing out to put the new ring in place would take 
time. 

The ring was 15% in. outside diameter, % in. thick and % in. wide. 
The broken pieces were removed and a piece cut out of one side of the 
ring at the break to a depth of ^/^^ in. and about 3^ in. long on each 
side of the break. Next a ^-in. hole was drilled and tapped, one hole 
on each side of the break. Pieces were then fitted in the oflBsets cut 
in the ring and drilled for %-in. screws and in line with the tapped 
holes in the ring. The lobs of the plates were countersunk on one side 
to allow the screw heads to come flush with the metal. The plates were 
next secured to the ring by screws. All were filed to the same ra- 
dius as the ring, both inside and outside. The ring was then put in 
place. 

Another good way to repair broken oil rings of small size is shown 
at the left of the illustration. For rings that have not enough stock 
to cut out and set in a piece, as in the first instance, a good way is to 
split the ring in the center of the width, as shown. This is done on 
each broken end. The corresponding ends are then put together and 
pieces of tin inserted in the slots and held in place by drilling through 
the side of the ring and the tin keepers, using a small piece of copper 
as a rivet to hold the tin and ring in place. If tin is not at hand, a 
piece of a saw blade can be used after drawing the temper. 



REPAIR OF DIESEL FUEL VALVE 

With the closed-nozzle type of fuel valve the needle often scores the 
seat. Minor scores or cuts can be removed by grinding. If the valve 
seat is very rough, it may be repaired by re-reaming. Frequently, the 
wear is so very rapid that constant reaming finally allows the tip of 
the needle valve to protrude and strike against the flame plate. 

When the valve-cage seat has worn to such an extent that the needle 
valve tip protrudes, some engineers discard the cage and obtain a new 
one. At a small expense an engineer recently repaired several fuel- 
valve cages, making them fully as serviceable as new ones. 

Fig. 1, the illustration at the right, shows where the valve seat 
began to cut. When the valve functioned no longer, the cage was 
removed from the engine. The end was cut off, bored and threaded. 
A tip was turned out of steel and screwed into the cage, as shown 
in the drawing to the left. This repair enabled the operator to 
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avoid the purchase of a new cage. The cost of reparing was about five 
dollars. 



SEUI-DIESEL AND EOT-BULB ENGINE SUGGESTIONS 

When installing an oil engine, have a foundation of sufBcient size. 
Many engines are damaged from severe vibrations which would be elimi- 
nated by using more foundation material. 

In placing the engine on the foundation, the engineer should be 
very careful about getting the engine level. The top surface of the 
bearing housings are always planed true. The spirit level can be placed 
on these surfaces. 

In those engines where the ait is drawn from under the base cement 
dust will often be drawn into the crankcase. After grouting the 
engine, a eonple of gallons of linseed oil poured under the base will 
prevent cement dust. 

In adjusting the main bearings, always leave a play between the 
shaft and top bearing of 0.01 inch. 

There is always a side pl^ of the shaft. If this exceeds */,» in., it 
must be taken up. The best way is to put in new air-seal rings between 
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the crank throws and the bearing ends. If new air-seal rings cannot 
be secured, a thin brass sheet can be sweated onto the worn ring. 

Never run the crankpin bearing as snug as with a Diesel. A clear- 
ance of 0.01 inch is not excessive. If the brass can be moved a slight 
amount with a pinch bar, the play is ample. Examine the crankpin 
bearing bolts often. There are many cases of broken crankcases and 
pistons resulting from neglect of the bolts. 

Never let lubricating oil collect in the crankcase. It mixes with the 
crankcase air and enters the cylinder, causing a smoky exhaust. If in 
large amounts, it will cause the engine to race since it will bum the 
same as fuel oil. 

SUGGESTIONS FOB THE SEMI-DIESEL ENGINEER 

On starting the engine, do not inject too much fuel oil. Two strokes 
of the hand lever should be sufficient. If an excessive amount of oil 
is used there is great danger of blowing the cylinder-head joint. 

In old engines where the usual copper gasket fails to keep the head 
joint tight, try using asbestos wicking braided into a rope. This should 
be soaked in salt water and then covered with graphite and oil before 
using. 

In installations where the starting torch is fitted with a heating coil, 
small carbon particles will choke the coil ; a spare torch should be always 
on hand. The coil can be cleaned by soaking in lye water and then 
blowing out with air. 

In starting a semi-Diesel engine, the torch should be forced to cause 
the ignition plug to be heated in the shortest possible time. Slow heat- 
ing causes the entire cylinder to become hot. Since no cooling water 
is flowing, the cylinder-head gasket is often ruined by this. 

The proper temperature of the ignition device, whether it be a bulb 
or plate or pin, depends on the compression pressure carried. In en- 
gines having a pressure of 70 to 90 lb. the bulb must be cherry red. 
Higher pressures require lower temperatures; in engines of 160 to 200 
lb. compression, the bulb of plate need never be other than black in 
color. 

If the crankcase is not kept drained of lubricating oil, the engine 
may run away when the load is thrown off. The oil will be carried 
into the cylinder by the scavenging air. 

When a heavy fuel oil is used, a considerable residue will drip down 
into the crankcase of vertical engines. If this tarry substance is not 
removed, it will work into the crankpin oiling device. Many crank 
brasses are ruined because of this carelessness. 
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On two-cycle engines the piston-pin brasses wear as rapidly as do 
the crankpin bearings. The former should be adjusted as frequently 
as the latter. 

The piston-pin setscrews often work loose. If the pin is allowed 
to shift sideways, the cylinder walls will be scored. 

In some engines a brass scraper is placed in the end of the piston 
pin. The scraper picks up the lubricating oil from the cylinder wall 
and forces it through a passage onto the piston pin. This scraper often 
becomes choked with tar. It should be cleaned very frequently. 



TESTTNG CRANKSHAFT ALIGNMENT 

A method of testing the alignment of gas-engine crankshafts is to 
place the crankshaft on its top center and with a micrometer gage, 
gage between the crank webs at the bottom. Turn the crankshaft 
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TESTING CRANKSHAPT ALIGNMENT 



around till it is in its bottom position and gage again. When the amount 
that some of them will open is observed, one will not be surprised that 
so many gas-engine crankshafts break. Usually, it is the bearing on 
the driving side that is low. 



SECTION IX 

KINKS IN CONDENSERS 



CLEANINO SUBFACE CONDENSERS 

Where the circulating water contains scale-forming matter, the 
cleaning of the condensers is governed by the amount of scale or de- 
posit, the interval of time elapsing between cleaning and the length of 
time allowed for cleaning. When the time is short and the scale or 
deposit is slight, a solution of one part commercial muriatic acid and 
four parts water is an excellent medium for cutting out the deposit. 

After cutting out the condenser, thoroughly test it for leaks by fill- 
ing the steam space with water or by means of the vacuum pump. After 
all leaky tubes and packing ferrules are made tight, close off the inlet 
and discharge, and after providing ample vents on both ends of the 
water space and a steam connection somewhere on the bottom, allow 
the solution to run in slowly from a barrel above the condenser until 
the condenser is full, then turn on steam enough to cause the solution 
to boil slowly. The vents allow the gases to pass off and prevent the 
accumulation of undue pressure in the water space. The heat of the 
stecm assists the acid in its action and should be kept on as long as 
possible, and upon draining it will be found that the tubes are as 
clean as new. If part of the circulating water is used in the boiler feed, 
it is advisable to flush out the water space to the sewer before putting 
the condenser in operation. 

To clean the steam space of grease or sludge coming from the exhaust 
steam, fill the space with a strong solution of soda ash or caustic soda 
and water. (The strength of the solution should be governed by what 
it will take to cut the grease.) See that the steam space is also properly 
vented as before and turn on steam and leave it on as long as possible. 
Be sure to flush out thoroughly with clear water, if the condensate is 
used in the boiler supply, before starting. Where the deposit in the 
water space is hard, a reliable air or water turbine drill is a good means 
of doing the cleaning. 
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CRANE TO HANDLE CONDENSER BUNHOLE PLATES 

It is difficult for one man to remove the manhole plates of a lai^e 
condenser. The illustration shows an easily made device for this pur- 
pose. Two angle brackets are fastened to the condenser shell by drill- 
ing through and tapping the holes or using bolts. A rod of the proper 
lei^h is passed through a section of pipe cut long enough to reach 



HOM&-UADE UAHHOLS PLATE CRANE 

from the top to the bottom bracket. A washer and nut are put at the 
top and at the bottom of the rod and the nuts are tightened, allowing 
the pipe just enough freedom to swing easily. A tee and a section of 
pipe, heavy enough to hold the condenser plate, form the arm of the 
crane. A setscrew in the back of the tee fastens it to the upright pipe 
at the desired height. Two eye-bolts on the swinging arm and a con- 
necting piece pnt through the handle in the plate make it possible, after 
taking the weight on the crane, to remove and swing the plate to one 
side. Instead of the two eye-bolts a rod with a hook at the end can be 
used if dedred. 
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DIVIDINa BOX WITH CONDENSINO HEAD 

A dividing box with condensing head, designed for use in power 
stations using two or more open-type feed-water heaters, is shown in 
the drawing. The dividing box is designed to distribute the water 
equally to any number of heaters. The purpose of the condensing head 
is to condense the large quantity of exhaust steam going to waste through 
the vent pipes, and at the same time it keeps the heater free of air. 

In operation the hotwell pumps discharge the condensate water 
through the 16-in. inlet A, where it rises up and flows over into 21-in, 
cone B and into dividing box C. As the water falls through the cone. 
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DETAILS OP DIViniNG BOX 

it forms a vacuum which falls over the steam and air in the vent pipes 
through the central 12-in. opening D, condensing the steam and allow- 
ing the air to escape through the perforated plate E and the 2-in. vents 
in the dividing box. 

Two make up water inlets are provided in the dividing box, per- 
mitting the treated water to be controlled by a float box at the nominal 
water line of the heater and the raw water to be controlled by a float 
box operating at a lower level. In ordinary operation only treated 
water is fed into the dividing box, but should the water level in the 
heater be pulled below the normal line at any time the raw water is 
admitted until the normal water line is reached. 



EVIDENOE OF LEAKY CONDENSER TUBES 

There can be quite a fair leakage in a condenser without the vacuum 
being affected, and at the same time the excess or extra water may 
easily escape notice. There is always a certain amount of makeup water 
required, and in the average plant a lot of water is wasted through 
the overflowing of the feed-water heater. 
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If the circulating water is salt, a small leak can readily be detected 
by drawing about a pint of water from the hotwell and adding a drop 
of silver nitrate solution, about 1 in 20. If there is a small leak, the 
water will become milky when the solution is added. A little experience 
will teach one how serious the leakage is. The average air pump can 
handle a little air leakage from tubes, and the condensate pump can 
take care of a little extra water without the vacuum suflEering. 

HANDY TOOLS FOB SURFACE CONDENSER WORK 

Considerable time can be saved when removing, replacing and re- 
packing surface condenser tubes if the proper tools are utilized. The 
tool first used will depend upon whether the tubes are expanded into 
the tube head or whether the packing is held in place by the ordinary 
threaded and slotted ferrule. If expanded into the head, the first tool 
needed will be an ordinary rectangular ended calking tool with which 
the slight flange or bell of the tube can be turned in. This tool can 
be easily forged from a piece of hexagon tool steel as shown at the top 
of the illustration, the working end being about one-quarter inch thick 
by three-quarters inch wide and length of an ordinary chisel. 

The second tool, called the backing-out tool, is made from a piece of 
cold-rolled steel, the diameter being the same as the outside diameter 
of the tubes. One end is turned down for two or three inches to a diam- 
eter slightly less than the inside diameter of the tube, as shown at A, 
When the tool is driven into the tube, the shoulder will force the tube 
out of the head enough to permit of its being removed. 

In case the tube ends are packed, a tool similar to A^ with a cross- 
pin inserted just against the shoulder and made to fit the slot in the 
ferrule, is used, the diameter of the smaller end being slightly less than 
the inside diameter of the tube, and the diameter at D back of the 
shoulder the same as the outside diameter of the ferrule. The head end 
can be made hexagonal so that a wrench can be used on it, or it can 
be drilled as shown with two holes at right angles through which a bar 
can be inserted for turning it to back out and screw in the ferrules. 

In replacing the tubes it is sometimes necessary, if they are of an 
unusual length for this diameter, to insert a rod into the tube of slightly 
greater length than the tube in order to feed it through the baflSe plates 
and into the opposite head. In case the end of the tube sags down, an 
ordinary piece of round iron can be slipped through the tube sheet and 
into the tube, permitting the feeding of the tube into the tube sheet. 

The next operation is to expand the tubes into the sheet with a reg- 
ular expander for this purpose, or in the absence of one, the tubes can 
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be swaged into place with a bluntly tapered tool that will expand the 
end of the tube while some one holds a backing-out tool against the 
other end. 

If the tubes are packed in with either corset laee or fiber rii^, a 
packing tool is made by taking a piece of the tubes in use and grinding 
away one-half of it for a length sufScient to reach the bottom of the 
stufBng-box and then expanding the remaining half to a circumference 
slightly greater than the tube bat just so it will go into the packii^; 
space. 

The bottom illustration shows the manner in which the tube is 
ground vfsy so that the E presents a semicircular end which will enable 
one to pack the tube ends in a rapid and satisfactory manner by driv- 



TOOL8 POE CONDEHSEE WOItK 

ing on the end F lightly with a hammer. After sufBcient packing is in, 
the packing wrench G is brought into use and the ferrule is tightened 
up, ready for a test to see whether a tight job has been made. 

There are two methods of making this test. One way, which usually 
requires considerable time, is to fill the steam space with water and 
look for drips from the tube ends. A more speedy way is to start the 
air pump, which will exhaust the air from the st^am space and at the 
same time cause air to be sucked in through any ruptured tube or 
leaky packing to the extent that it can be easily heard and traced by 
Mmply running the hand flatwise over the tube ends ; or if there should 
be too much noise from the outside, by using a candle over the ends 
of the suspected tubes, the flame of the candle being drawn in wherever 
there is an air leak of any importance. 
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PLUGOED OBAOEED CONDENSER TTTBE SHEET 

The accompanying: sketch shows how repairs to a cracked tube sheet 
of a Hurface condenser were made. The tubes following the crack were 
removed and the ferrules used as plugs, first filling them with lead. 



CEUCS IN CONDEHSBB PFATl UADE TIGHT WITH FLUQS 

After screwing them in solid, holes were drilled and tapped into the 
crack between the plugs for Vi«-iQ- pl"KS, which filled up the space be- 
tween the ferrule holes. Dressing with a calking tool completed the 
job. 



BEHOVINa HEADS FBOH SUALL OONDENSEBS 

Several small surface condensers had to be cleaned out frequently, 
owing to the dirty circulating water used. "When it came to take 
off the condenser heads, it waa frequently found that the packing had 
cemented the two surfaces together so that it was necessary to drive 
in a cold chisel to pry the two sections apart. This operation usually 
meant that a new gasket had to be cat. 

In order to avoid this expense and inconvenience the following plan 
was worked out: On opposite sides of the condenser-head plate holes 
were drilled and threaded for %-in. bolts. Into these holes were 
screwed round-ended %-in. bolts, as shown. Then the head was drawn 
off, merely by pulling up on the bolts, which pressed against the flange 
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of the condenser and pushed the head plate away from the eondenser 
body without difficulty. 



USING BOI/ra FOR BEMOTIKO C0NDSN3EB HEAD 

Bia FOB &EUOTINO A CONDENSER PLATE 

In a certain plant the surface condenser is fitted with a heavy re- 
movable cover plate at the bottom of the shell. Originally, the plate 
was held in place by studbolts, and when it was necessary to remove it 
the services of two men were required, one to hold the plate in position 
while the last two nuts were removed. 

In order to make removal easier and also to reduce the number of 
men required to do the, job, two Yi i ^-in. iron straps A, to act as 
hinges, were bolted to the cover plate as shown on page 182. The 
other end of each was drilled for a ^-in. rod B. 

Bolted to the body of the eondenser shell is a pair of angle irons 
spaced 8 in. on the inside. Each is made with an oblong hole, the 
object being to allow the plate to drop at the hinge end sufficiently to 
permit the plate to take a level position before the stud enters or leaves 
the holes in the plate. It is readily seen that with the aid of the hinges 
one man can easily remove and replace the plate, which hangs from 
the condenser while work is being done and is therefore ready to be 
replaced when desired. 
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BTTBBEB SLUQS FOB CLEAKIHO CONSENSEB TUBES 
It does not take long for condenser tubes to become so beavily coated 



HINGED COHDEMSER PLATE 
For text to this iUuatrntion Bee page 179. 



Fig.S 

WASHER AND SLUG FOB CLEANING SLIME FBOU CONDENSER TUBES 

with scum that the heat transmission through them decreases sufficiently 
to seriously impair the vacuum. 

For tubes that scale the most satisfactory practice seems to be the 
use of a mechanical cleaner similar to those used in cleaning boiler tubes. 



180 THIRD POWER KINK BOOK 

But for freeing tubes of the scum that collects in them many devices 
are in use. One that is quite widely applied consists of a leather or 
rubber washer of diameter to fit the tube and through the center of which 
a nail is driven, Fig. 1. Many of these are made and one placed in each 
tube when about to clean the condenser. The nail holds the washer almost 
on edge. Compressed air is used to force the washer through the tube. 
If the washer does not, make contact all around the surface of the 
tube it does not thoroughly clean off the scum, therefore rubber slugs 
of the shape shown in Fig. 2 can be used. These are placed, one in each 
tube, and blown through by means of compressed air. The results are 
highly satisfactory. The slugs are of rubber that is neither very hard 
nor very soft. 

SAFETY DEVICE FOB HTDBAUUOALLY OPERATED BELIEF 

VALVE 

When the relief pipe of a turbine or engine installation exhausting 
into a surface condenser is fitted with a hydraulically operated atmos- 
pheric relief valve, there is a possibility of the operator leaving the 
water pressure on the piston of the hydraulic cylinder after closing the 
valve, when it should be shut off, thus permitting excessive pressure to 
build up in the condenser in case the vacuum is lost and the units at- 
tempt to operate noncondensing. 

A simple but effective device has been designed in one instance to 
prevent such an occurrence: The 8-in. water piston that actuates the 
relief valve is controlled by a three-way valve A and is connected to 
the water-supply pipe and to a waste pipe, as shown. In case the op- 
erator admits city water (which is at 80 lb. pressure in this instance) 
in order to close the atmospheric valve, and for any reason should neg- 
lect to shut off the water pressure, a water-relief valve will automatically 
operate and relieve the pressure from the operating piston and thus 
permit the main relief valve to open before pressure is built up in the 
condenser. 

The way this is dono is as follows : The top cylinder head is drilled 
for the extension of the piston rod, and to this is attached an arm bent 
at right angles and having a hole at the outer flattened end C, which 
slides on a %-in. rod Z>. At the top of ffie rod Z> is a stop and the 
other end of the rod is flattened and drilled with several adjusting holes 
so that the proper adjustment may readily be obtained for opening the 
water-relief valve J, 

A bracket E is secured to a base that is bolted to a %-in. thick sup- 
porting iron F, which in turn is secured to the hydraulic cylinder as 
shown, the upper bolt also serving to hold the guide G. The bracket E 
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is slotted at the top, in which ia fitted a trigger H, one end of which 
is pinned to hold the rod D and the other end rests on the extension 
end of the valve stem of the water-relief valve /. The valve-stem ex- 
tension is fitted with collars between which is a spring K that is under 
tension when the trigger ff is in place. The hottom end of the exten- 
sion rod is guided by an angle iron L, and just below the angle iron 
is a washer to prevent the spring K from having too great a movement. 



DETAILS AND APPLICATION OF TBB BELIEF TALVE 

One end of the lever M is pivoted to the bracket that is fastened to 
the cylinder N, and is attached to the valve stem by a pin that works 
in the slightly curved slot in the lever, which provides free movement 
as the valve stem moves ap and down. 

The operation of the device is as foUoura: In case the operator is 
suddenly called away after having opened the three-way valve, the 
water pressure of 80 lb. will force the piston in the water cylinder JV 
up until the arm C engages with the knob 0. Any further upward 
movement of the arm C disengages the latch E and allows the spring 
K to open the relief valve /, thus allowing the water pressure in the 
cylinder JV to escape. This permits the relief valve to open without 
building up excessive pressure in the condenser. 



SECTION X 
GAGE KINRS 



HEATES WATEB-LEVEL HfCIOATOB 

WATra enters at the top of an open heater through « gnarter-tnm 



Hian- AND LOW-WATER IHDIOATOB 



valve operated by a lever and a rod eonneeted to a float in the heater, 
As the glass gage was at the bottom, it could not be readily seen. 



QAOE KINKS 183 

An indicator was made from a piece of iron about 1^ in. wide 
by 12 iu. long, cutting a square hole in one end of the valve stem at 
the top of heater and shaping the other end as shown. This pointer 
was placed on the valve stem so that when the water was at the proper 
level it would stand plumb. A board was also made fast to the heater 
and marked where the pointer should be. This pointer is moved back 
and forth by the float as the water level in the heater changes. It the 
heater becomes dry, or nearly so, the pointer will indicate it by pointing 
to one side, marked "Low" on the board, and when the water gets high 
it will point to the high side. 

HYDBATTLIO FBESSURE-aAaE ALASM 

A pressure alarm attached to a hydraulic gage in a certain plant 
was mad* by drilling a smaU hole in the glaas face of the gage in line 



ABBAHOEUENT OF CONTACTS ON PRESSUBE QAOE 

with the travel of the pointer, through which an electric terminal was 
attached, as shown in the illustration. The other terminal was connected 
to the body of the gage. The bell can be set to ring at any pressure 
by adjusting the glass face of the gage. In this plant it is set at 175 
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lb. When the pressnre drops to this point, the pointer completes the 
circuit and the bell rings, givii^ the alarm to the ei^ineers in charge, 
who get into quick action to find the cause of the low pressure. 

A HOHE-UADE TACHOfilETER 

A hand tachometer can be made from an old automobile speed indi- 



ORADtTATIONa ON TACHOUETEB DIAL 



QAQE KINKS 185 

cator that is in good condition and make a temporary liandle to go on 

the spindle, so as to turn it and count the revolutions. Then count the 

number of revolutions the spindle would have to make per mile of the 

recording dial, which is, say, 2560. 

The next thing is to find how many revolutions per minute were 

equal to one mile per hour : 2560-4-60=42^/3 r.p.m.= 1 mile per hour. 

Then paste a piece of tracing cloth over the old dial and work out the 

points on the scale corresponding to 200 r.p.m., 300 r.p.m., etc., up to 

2100 (the limit in this case is 50 miles per hour or 2133^/3 r.p.m.) thus: 

200 300 

200 r.p.m.=j^27"=4-72 miles per hour; 300 r.p.m. = ^^27-= 7.08 miles 

per hour, etc. 

Then mark these points on the tracing cloth corresponding to the 
miles per hour and mark the r.p.m. opposite, and after the whole scale 
is worked out, sub-divide these divisions into smaller divisions equal to 
25 r.p.m., thus completing the scale. 

A piece of round steel is drilled the exact size of the spindle, and a 
slot made in it to fit the key on the spindle. Having got this fitted, file 
up a diamond-point center and harden it. This completes a handy speed 
indicator, which is accurate enough for most purposes. 

OIL INDICATOB GAGE 

A firm recently installed oil-burning equipment for their boilers. 
They desired a gage to show the quantity of oil in the tank, which is 
below the ground, and for this purpose adapted a water-level indicat- 
ing gage similar to those used for showing the elevation of water in 
reservoirs, etc. 

The gage has a 5-in. dial furnished in black with white enamelled 
figures and letters and sets on a 5-in. wrought-iron pipe which contains 
a fioat resting on the surface of the oil in the tank below. The small 
pipe at the right guides the counterweight. The dial may be graduated 
directly in barrels, gallons, or pounds; in the instrument illustrated 
each division represents 50 gallons. The amount of oil put into or 
taken out of the tank is readily determined by observing the amount 
of movement of the dial hand which also shows the amount of oil in 
the tank. 

The measurement of fuel oil in power plants with the usual types 
of meters presents certain difficulties whicE often make its measurement 
impracticable. The method described herein obviously has great ad- 
vantages over the old method of measuring black, sticky oil with a meas- 
uring rod. 



186 THIRD POWER KINK BOOK 

If the float pipe cannot be placed directly over the tank it may be 
possible to connect the two at the bottom by a amall pipe and thus the 
gage can be located at considerable distance away. If it is not po^ble 
to change the location of the float pipe the gage may be located at some 
distance from it by leading the float cord over special idler pulleys. 



INDICATOS OH INJEOTION-WATEB VALVE 

The folloving idea iras adopted to show at all times the amount of 
valve opening on the injection line of a jet condenser, and it can readily 
be nsed in other instances. 

The lai^ illustration and top insert show the idea, wbidi consists 



IHDICATOBS POR VALVE STEMS 



simply of a cord, one end of which is attached to a weight, the other 
end being seeared to the valve stem by means of a pin. A card, grad- 
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aated by trial, is affixed alongside of the weight, and the position of this 
weight corresponding to the valve opening will at all times be indicated. 
A modification of this scheme, to serve as a warning sign as to 
whether or not the valve is opened, is illustrated in the lower insert. In 
this case a red disk is attached to the weight and its position hanging 
below the valve wheel will indicate danger. Another weight, with a 
white disk, is attached to a cord and seenred to the stem so that it will 
be wound up while the red disk is down and vice versa. This will indi- 
cate valve open or valve dosed. The disks can be changed to indicate 
in the opposite manner, if preferred. 



INJECTION-WATEB-VALVE GAOE 

The accompanying illustration shows a rig for gaging the amount 
the injection valve is open. Attached to the top of the valve hand- 
wheel is a Sange in which is screwed a double-threaded stem and 



TALVE-OPENIHO INDICATOR 



which is steadied at the top by an angle-iron bearing. In front of the 
screw is a gage board slotted so that a marker can slide from the top 
to the bottom, as shown in the illustration. "Where this rig was used, 
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it required 78 turna of the handwheel to open the Talve wide. The 
runnii^ position at the time the sketch was made was 28 trims. The 
general arrangement is shown, and the gage board can be secured either 
to the valve proper or to an overhead source. The value of the arrange- 
ment is obvious. 



FREVEMTINa TELLTALE FLOAT FROM FBEEZINa 

A simple kink used to keep a headwater float gage from freezing 
and becoming inactive in a hydro-electric plant is illustrated herewith. 
Hourly records are kept of the height of the headwater in the flume, 



NON-FBEEZIHO TELLTALE FLOAT 

and to do so a closed metal float is placed in a vertical piece of 6-in. 
pipe which is hung in the flume. A line from the float runs over the 
guide pulleys and connects to a marker that slides up and down on 
a graduated board attached to the side wall of the generator room, thus 
at all times indicating the height of the water. 

To keep the float from freezing fast in the winter, put about two 
gallons of kerosene oil in the pipe and then recalibrate the gage, which 
works to perfection. 



OAQE KINKS 189 

FTTLSATION OF PKESSUBE ClAaE STOPPED 

The illustration shows the means employed to prevent the pulsating 
action of a pump being transmitted to the pressure gage. It is the 
general practice to partly close the stop-cock under the gage in Bueh 
cases, but the extremely small opening is in danger of being closed by 
a small particle of scale or other foreign substance. By using a cham- 
ber beyond the restricted opening the desired dampenii^; effect is ob- 
tained with a large opening, less likely to choke up. The rmervoir 



PRKSSUBE OAGE ON AUZILTAKY AJR CSAUBEB 

should hold about three gallons and when attached to an 18 r 10 x 18 
pomp, with an opening '/as iii- in diameter in the diaphragm, clamped 
in the union, it allows the gage to stand "dead steady." 

BUNNINO STEAM ENGINES WITH OOMFBESSED MB 

It is sometimes possible or desirable to operate steam engines with 
compressed air in the event that no steam is available and compressed- 
air service is to be had. 

Small and medium-sized steam engines will operate very well and 
can be nsed for an indefinite time on compressed air if the pressure 
is suitable. Ordinarily, there need be no change in the setting of the 
engine valves. Simply connect the air service to the steam pipe of the 
engine and use air instead of steam. It is often desirable to disconnect 
the exhaust system of the engine so that it can exhaust directly into 
the atmosphere, thus eliminating back pressure. 

In ezpandii^ in the engine, the air takes heat from the cylinder 
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walls, thus cooling these parts to a considerable degree below the tem- 
perature of the atmosphere. While a certain amount of water ia usually 
carried into the cylinder with the air and will assist in lubrication, it 
is well to arrange for more certain cylinder lubrication than this. Thick 
cylinder oils such as employed for steam service should not be used, 
for they are intended for use in a heat which will thin them somewhat 
and if used with air the cold will render them less fluid. Practical ex- 
perience has shown that common machine oil such as used for bearing 
lubrication gives satisfaction. 

RECOBDma GAGE ON FOP VALVE 

In order to prevent the less from needless blowing of the pop valves 
on boilers, a recording pressure gage was connected to the discharge 



SHOWS WHEN POP BLOWS 

of the pop valve. The chart in the illustration shows that the valve 
opened only once in twenty-four hours. 

VACUUM-GAGE TEST COLUMN 
The illustration shows a vacuum-gage test board, an instrument sel- 
dom found in a power plant. This device can be made from material 
found about the plant. A description of the test board follows : 
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A mercary-eolumn glass tube A, '/,a-in. outside diameter, having a 
^/jj-in. hole, and 34 in, long, is secured to the board B, as shown. To 
the shelf of the board is attached a short piece of 2-in. pipe C, plugged 
at both ends, the top end being tapped for a %-in, pipe and the bottom 
end for a ^-in. pipe. In this piece of pipe is a bent tube T. "It is bent 
for two reasons — to prevent anything from dropping into the pipe and 



^=a. 



To ConOenisr- or 
APFABATD8 FOE TE8T1HG VACUUM GAGE 

80 that in case of accident if mereupy is drawn over from the mercury 
gage, it will collect in the reservoir. 

Attached to the gage board is a bracket 0', having oblong bolt holes 
so that it can he adjusted up or down to get the mercury level, the mer- 
cury being contained in a common drinking glass D covered with a 
cork or wooden covers. A pipe or rubber hose E is connected to the top 
of the mercury column and to the bottom of the cylinder C. If a pipe 
is tised, it ia connected to the glass tube by a rubber nipple K. Of 
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course there must be a vacuum pump or condenser in the plant ; if not, 
a vacuum gage is not needed. A test pump is eliminated, and so there 
is nothing to get out of order. 

To operate, attach the vacuum gage to be tested as shown and open 
the cock V, Then very slowly open the cock U just enough to start 
the mercury up into column A. When the mercury is at its height 
limit, shut the cock V, and if everything is tight the mercury will be 
at a standstill. Then connect the gage with the mercury column. For 
testing at various points, lower the mercury to any graduation and make 
a pinhole in the connecting hose near the cock U, and when the mercury 
drops to the point desired put a finger over the pinhole. In this way 
one can test a gage with a mercury column all the way down from zero 
to the limit of the gage. If there is a slight leak in the connection and 
the mercury will not stay up with the cock shut, open it just enough 
to balance the mercury. 



SECTION XI 

COMPRESSOR KINKS 



AIB-COMPRESSOB EFFICIENGY IMPBOVED 

It was discovered that the intake pipe of an air compressor had 
parted sufficiently to permit the entire air supply to be taken from a 
point indoors, below the cylinder. A thermometer placed at the break 
showed a temperature of 100 deg. P., while the temperature out of doors 
was 47. Since the loss in efficiency equals about 1 per cent for each 
5 deg. rise in temperature of the air supply, it will be seen that the loss 
iii this case was over 10 per cent. 

This compressor carried a constant load, a smaller one taking care 
of variations, and after repairing the break an appreciable diflference 
could be noticed in the load carried by the smaller machine. 

CABE OF AIB VALVES 

In the care of air valves it is good practice to inspect and clean off 
the accumulated carbon at regular intervals. Carbon may cause leak- 
age, and leakage certainly causes carbon. A leaking valve becomes hot 
from the passage of the heated air back through it, and this heat forms 
carbon from the lubricating oil. This carbon in turn may make worse 
leakage and worse heat, resulting in an overheated and warped valve, 
which becomes worse with continued use. 

Valve trouble may be located in several ways. In a compound com- 
pressor, if any of the low-pressure valves are out of order, the inter- 
cooler pressure will be below normal because the low-pressure cylinder 
will not be furnishing enough air to keep the intercooler pressure up 
to what it should be. Trouble with valves in the high-pressure cylinder 
will be indicated by a rise in intercooler pressure above normal. This 
is because the high-pressure cylinder will not be taking the air away 
from the intercooler fast enough to prevent the abnormal building up 
of the pressure. 

193 
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The statements as to the effect of the valves upon intercooler pres- 
sttre apply equally well to inlet or discharge valves. Any particular 
defective valve may be located by its being hotter than the others. This 
is especially true of the intake valves. 

One of the most important items in running an air compressor is 
lubrication. In modern machines the running parts are usually inclosed 
in a crankcase and run in oil. The oil is made to circulate from the 
bottom of the bed over all the bearings, pins and guides and then runs 
back into the bottom of the bed again. 

The air cylinders are sometimes lubricated by a sight-feed oiler so 
designed that the pulsation of the air pressure assists the feed of the 
oil. Also, sometimes the air cylinders are lubricated with a positively 
driven oil pump. 

Two principles should be maintained in lubricating an air cylinder. 
The first is to use only the right kind of oil and the second is to use 
it sparingly. To be the right kind, air oil should be rather light-bodied 
and have a flash point above 300 deg. F. It should not carbonize under 
air-cylinder temperatures. These temperatures range around 260 deg. 
F. for compound compression to 100 lb. pressure and 360 to 375 deg. 
F. for single-stage to the same pressure. 

Probably the best way to secure the right oil for air cylinders is to 
buy oil specially made and recommended by only first-class and highly 
reputable oil concerns. At any rate a short trial of a sample will soon 
demonstrate the quality of an oil for air-compressor service. 

As to the second principle — ^to use the air cylinder oil sparingly — 
after a machine has been well run in three or four drops per minute 
are enough for a good-sized cylinder. If too much oil is used it will 
result in excessive carbonization. Another evidence of too much oil is 
to see coating the outsides of the cylinders and piping, having worked 
its way through the joints. This is bad practice. 

One important point is to see that the air receiver has all the accu- 
mulated oil drained out of it every little while. If too much oil is used 
OP the receiver is not properly drained, gases may be formed which may 
ignite spontaneously and cause a bad explosion. This is a point that 
should be scrupulously observed in order to secure safety as well as 
continuity of service. 

It is often recommended that a solution of soft soap or laundry soap 
and water be fed to the cylinder at stated intervals to clean out carbon 
deposit. This solution may be fed through the regular air-cylinder 
lubricating devices. Of course, after this treatment the interior of the 
cylinder may rust quickly unless the soap solution is followed up with 
oil for some time before shutting down. Never, under any circumstances. 
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Bboald kerosene or gasoline be used to clean out an {ur-eompressing 
cylinder. Its use may easily lead to a disastrous explosion. 

NOIST COHFRESSOB VALVES 

Slamming air-valves gave trouble in a compressor delivering air at 
15 lb. pressure. The seat was made at an angle of 45 deg. and was 
3y2 in. diameter. The outside diameter of the valve was 4 in., with 
1-in, lift, and it was held to the seat by a spring made of steel 0.145 
in. in diameter and 11 in. long, with 20 coils. It requires 18 lb. to 
compress it Sy^ in., the closed position of the valve. 

Originally, the seats csme flush with the surface of the valve deck, 
but repeated grinding and reseating had brought them about % in. 
below the surface, as shown in Fig. 1. Someone had bored the deck 



surrounding the seat to a diameter of 4^4 in. to provide space for the 
escape of the air, but it was not enough. 

The inside diameter of the contact circle between the valve and the 
seat was 3^ in. and the outside diameter was 4 in., a difference in area 
of almost 3 square inches. "With 15 lb. pressure per square inch in the 
cylinder and the same pressure on the discharge side of the valve, there 
would be an unbalanced pressure of a little more than 44 lb. plus the 
pressure of the spring, 18 lb., and a little due to the oil film on the seat. 

To balance this, the pressure in the cylinder had to rise to about 
21.5 lb. per sq.in. As soon as the valve lifted from the seat, on account 
of the restricted passage for the escape of the air this pressure would 
be exerted on the 4-in. diameter of the valve with the result that the 
valve would be thrown back against the stop, causing a slam, and when 
seating the heavy spring would cause a second slam. 

To overcome the first slam a part of the valve face was turned at 
and the outside diameter of the valve turned down from 4 to 3% in., 
an angle of 55 deg., leaving an annular contact circle about Vs in. wide, 
giving more opening for the escape of the air (see Fig. 2). In order 
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to relieve the sefiond slam the springs were changed to weaker onea, 
making them 9 in. long with 18 coils, 0.125 in. steel, 2^ in. outside 
diameter, and requiring 6 Ih. to compress to 6^4 inches. 



PISTON-ROD ENDS WORKED LOOSE 

The piston rods in a large doable-acting tandem gas engine kept 
working loose in the intermedial* crosshead. No matter how tightly 
the cap was pulled down, the rear rod would work loose and turn far 
enough to one side to let the tail-rod drain pipe rub the side of the slot 
in which it worked, to say nothing of spoiling the threads on the rod 
ends and in the crosshead. The construction of the crosshead was as 
shown in the cross section of the rod ends and the crosshead 

The usual practice in putting up this crosshead had been to raise 
the rod ends as high as possible, put the bottom half of the crosshead 



SECnON THROUGH CROSSHEAD 

under, insert enough sheet-iron shims A between the rod ends to hold 
them in the proper position so that the threads in the bottom half of 
the crosshead would incline to pull the rod ends together when they 
were let down into place. The top half of the crosshead was then put 
on and pulled down as tight as possible with the nnts and studs B. 

It was noticed while taking down the crosshead that the sheet-iron 
shims would be beaten out ^t and although there had been as many 
put in as possible, they were loose when taken out. From this it was 
reasoned that there was too much give or spring to these shims and that 
as soon as the strain came on they flattened out and compressed together 
enough to allow the rods to come loose again. 

The trouble was remedied by making cast-iron shims of the proper 
thickness to hold the rod ends just far enough apart that the back half 
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of the thread on the rod would ride hard on the front half of the thread 
in the erosshead; the cap when put on was pulled down as tight as 
possible. 

POSITION OF Ant BECEIVEB 

The air receiver should be as near the compressor as practicable, 
and there should be a separate pipe from each compressor to the receiver. 
The practice of connecting a battery of compressors to a long header 
pipe leading to a receiver outside the building is not good. Under cer- 
tain conditions this produces pressure surges in the air moving down 
the long pipe, which materially increases the power required to drive 
the compressor. These surges require energy to produce and, as they 
serve no useful purpose, are a direct waste of power. It is better to 
have a receiver for at least every two compressors and each machine 
connected through a separate pipe of its own, the piping to the re- 
ceiver being as short as possible and the full size of the compressor 
outlet. 

There is no established rule for the size of the receiver. If the 
character of the work is intermittent a more generous receiver capacity 
is advisable. However, it is possible in most cases to store only a rela- 
tively small amount of air in a receiver with permissible pressure fluc- 
tuation. A rough rule is to provide a storage of approximately one 
minute's supply of air. Thus for the 2800-cu.ft. compressor we would 
have approximately 466 cu.ft. of compressed air per minute, so a cubic 
content of 400 cu.ft. would be liberal receiver capacity. This would be 
about 66 in. in diameter by 18 ft. long. The pipe leading the air from 
the compressor should enter the receiver near the top and leave near 
the bottom to assist separation of moisture and oil. 

PREVENTED STEAM IN COMPRESSOR WATER JACKET 

A well-known type of cross-compound air compressor was sent out 
from the factory with a ^-in. pet-cock screwed into the highest part of 
the water jacket on the low-pressure cylinder for releasing the steam 
that might accumulate at this point. It was found that in practice 
this cock was seldom opened, and to obviate this non-automatic feature, 
it was removed and enough %-in. pipe and fittings used to run this 
discharge to the funnel that catches the cooling water coming from the 
cylinder. A small part of the cooling water is discharged from this pipe 
and thus prevents any accumulation of steam. 
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BEINFOBClNa A BBOEEN STU7FIN0 BOX aUUID 
The sketch shows the Bteam and air cylinders of an air compressor, 
the stnfSng-box gland of which broke on the steam end, as indicated. 
An emergency repair job consisted of placing a piece of iron piste A 



BEOKEK GLAHD AHD EEIHFOBCIKG PLATE 

over the broken gland. Of course longer stads had to be made, but the 
makeshift worked all right in keeping the gland in place. 

TEHPBKATUSE OF JACKET WATEB 

For the jackets of a componnd unit the total water required for the 
two cylinders need not usually exceed 1 to li^ gal. per 100 cu,ft. of 
free air. Thus, with reasonably cold water (60 or 70 deg. P.) the 2800 
cu.ft. compound compressor could get along nicely on 35 gal, per min. 
for the two cylinder jackets alone. For the intercooler of a high-grade 
compound, 100-lb. unit, it is usually safe to figure on from 21^ to 3 
gaL per 100 cu.ft. of actual free air. On this basis the intercooler of 
the 2800-ft. unit would require from 70 to 85 gal. per min., if the 
intercooler were of efficient de^n. 

For most compressors a water pressure approximating 20 lb, per 
sq.in. is usually sufficient, and if possible it is best to have the outflow 
water piping dischai^e into an open funnel. By this means both the 
quantity and temperature may easily be observed. It is best to adjust 
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jacket water so that as it leaves it just begins to feel warm to the 
hand. Any more than this is really a waste of water and any less may 
quickly become hot and cause excess cylinder heating and oil carboni- 
zation. 

Water for intercoolers and aftercoolers is best regulated by a ther- 
mometer in the air leaving the cooler. There is a point beyond which 
an enormous increase in water quantity will not produce appreciably 
better intercooling. Of course all water jackets should be so piped that 
they may be completely drained to insure against freezing in case the 
engine room should become cold. All flrst-class compressors are designed 
to provide for this, but the water piping should be arranged to accom- 
modate this condition also. This also applies with equal force to inter- 
coolers and aftercoolers. 

It is a good thing to clean out the sediment and scale which may 
accumulate in the jackets. Large machines often have handholes in 
the outer jackets to assist in this cleaning, and the occasional application 
of scrapers and a waterhose will help on all sizes. Intercooler and 
aftercooler tubes need this attention occasionally. Most coolers are made 
so *• the tube nest may be removed for inspection, repairs and cleaning. 



SECTION XII 

HEATING KINKS 



ABSTBACTma HEAT FROM BLOWOFF TANKS 

Drip and blowoff tanks containing hot water that cannot be utilized 
should be equipped with inside coils of pipe through which water on 
its way to the house hot-water tanks and feed pumps can flow, thus 
absorbing the heat from these dirty drips and blowoflBs, which would 
otherwise go to the sewer. 

EXPERIENCE WITH AUTOMATIC INDDUSCT HEATINQ 

SYSTEM 

An automatically controlled indirect heating system would not heat 
the whole building at once. One half would not heat until the other 
half was up to temperature and the thermostats had closed half the 
dampers in the plenum chamber. It was found that, on very cold days 
especially, the heating coils would heat only halfway across. Raising 
the pressure to 15 or 20 lb. did no good. The steam supply was of ample 
capacity and the manifolds, top and bottom, were large, but the air 
vents or valves were located on the wrong side of the radiators, allow- 
ing them to become airbound, and of course the air passing at that side 
was not heated. It was impossible to change the location of the valves 
during the heating season, but the operation improved by installing 
baffles in che plenum and tempered-air chambers in such a way as to 
mix the air to a uniform temperature, after which there was no trouble 
in raising the temperature evenly throughout the building. 

In mild weather the building was overheated because the thermostat 
in the tempered-air chamber was located about midway of the length 
of the tempered-air duct instead of at the extreme end, therefore the 
thermostat was set for a low temperature (58 deg.) at this point because 
the temperature was increased another 10 deg. in passing to the end of 
the duct, partly because of the partition between the two chambers, the 
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tempered-air and hot-air duct not being insulated. An uncovered 2^in. 
live steam pipe in the tempered-air duct also tended to raise the tem- 
perature still more. 



QEHEEAL ARRANGEMENT OF COILS, FAN AND DUCTS 



FAULTY DESiaN IN HEATTNG SYSTEMS 

One of the most common mistakes made in inataUing heating boilers 
ia that the distance verticaUy that should be allowed between the water 




PRESSURE DROP IN LINE FLOODED RADIATORS 



line in the boiler and the lowest point in the horizontal steam supply 
above the boiler is not carefully considered. The loss of pressure in the 
supply pipes between the boiler and the extreme end of the return 
pipes will allow the water to rise until a column equal in weight to the 
difference in pressure has accomnlated in the system. The water some- 
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times reaches the main steam pipe and first-floor radiation, as shown in 
the illnstration. Equalizer connections at the boiler will not remed}' this 
mistake. 

nCPBOVISED FEED-WATEB HEATEB 

The illnstration shows the general arrai^ement and details of a 
feed-water heater. Originally the 6-in. exhaust pipe from the ei^ine 
passed out through the wall and horizontally, as shown in dotted lines, 
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to the bank of the ere^ on which the plant is situated. The pump 
drew water from the creek and in the first arrangement pumped the 
feed water directly into the boilers through a IV^-in. pipe, also shown 
dotted. 

The exhaust pipe was shifted to the inside of the boiler room, with 
a 6 X 6 X 4-in. tee near the wall between the engine and boiler rooms, 
as shown by the full lines. The discharge pipe from the pump was 
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chai^d to the opposite side of tlie valve chamber, nm out through the 
wall and then turned back, so as to enter the open end of the exhaust 
pipe, and it runs inside this to the tee fitting, where it passes out and 
is connected to the old boiler-feed line. The details of the tee fitting 
are shown. 

The feed pipe is supported inside of the exhaust line near the 
couplings by a couple of short lengths of l^^-in, pipe wired together 
so that the exhaust will pass through freely. The heater is not very 
efficient, as it has so little heating surface, but it will help some if no 
better arrangement can be made. 

nraTANTAHEOUS WATEB HEATER 

A simple method of heating water is shown in Pig. 1. It obviates 
annoying wat«r-hammer and spasmodic flow, which is associated with 



FIQ. 1. 8TEAU WATEB-HEATEB 

most direct-connected pipe arrangements. The mixing chamber pre- 
vents water-hammer and permits a wide range in temperature. The 
heater, or mixing chamber, can be made of any convenient fittings, 
bushings and couplings, tapped caps or reducers, but the latter make 
a better-looking job. The illustration shows how this heater is made 
and that it is in a vertical position, but there is no reason why it will 
not wort in a horizontal position as welL 

In another case it was desirable to get hot water of uniform tempera- 
tare by mixing steam and cold water and an arrangement as shown in 
Fig. 2, was designed, consisting of two globe valves and a small coil 
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made up of short pieces of pipe joined with return bends to produce a 
thorough mixing effect. The globe valves were throttled down to pass just 
the right amount of water and steam, and the handwheels were then taken 




FIG. 2. ADDED VALVES AND COIL MADE HEATER A SUCCESS 

off. The arrangement gives the desired temperature without excessive 
pressure or flow when the valve below the coil is opened wide, and no 
further adjustment is required when the upper valves are once set. 

PIFINa maH-PBESSUSE TRAP DISCHABQE TO HEATINa 

SYSTEM 

One bane of an engineer's existence is leaky traps. In every case 
some heat escapes in the form of vapor due to the release of the hot 
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water at the pressure at which the trap is working. In order to get 
the benefit of this vapor discharge it into the heating system. This is 
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eaaly done by connecting the vapor pipe of the drip tank, if there is 
one, with the heating system and placing a stop valve on the vapor pipe 
leading to the atmosphere, so it can be closed in winter and opened in 
summer. If there is no drip tank, the connection should be made to a 
steam riser, above the water line of the heating system, so that the 
vapor will ascend into the heating system and the water gravitate to the 
retnm pipe. The illustration shows how the connections shonld be made. 
In case the trap shoiild blow through or the bypass be left open by a 
careless attendant, the steam is not wasted, as it goes into the heating 
system and less steam has to be passed through the reducing valve. 

BADIATOB COmTECnONS 

Whenever the air-line mains are ran on the ceiling or above the 
radiation which they serve, the air valve, or thermostatic expansion 



lIXPAUaiOH TRAP LOCATED ABOVE AIB LIMB 

trap, that regulates the dischai^e of air from the radiator must be 
above the main air line so that condensation will not collect above the 
air valve, requiring considerable pressure to drive it up the pipe into 
the main air line. Moreover, the piping leading to the air valve from 
the radiator should be larger than the asnal %-in. tapping provided in 
the radiator for this purpose. The radiator shonld be tapped out to 
at least % in. and pipe of that size used to prevent the pipe filling with 
alternate plugs of air and water that will not pass each other in %-in. 
pipe. The illustration shows the location for the air valve. 
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BADUTOB HEATED FROM UAIV DRIP 

The accompanying sketch shows how some heat can be secnred from 
a radiator located in a cellar or basement below the boiler water line 
on a low-pressure, gravity-return, atewn-heating system. By closing the 




RADIATOR BELOW BOILEB WATER LBVBL 

valve A all the water of condensation from the steam main will pass 
throngh the radiator. If a check valve is placed on the radiator outlet 
at B, any possible chance of a "come back" is prevented. 

If it should be necessary to have the radiator cold at times, this will 
occur when the valve A is opened. 

USma STEAM IN HOT-WATEB RADUTOSS 

Heating engineers design many systems in which the pipework may 
be used for steam heating, but engineers who do their own work some- 
times put it over the heating expert by putting up a job that the latter 
will condemn as nnworkable. 

Such a system is shown. The job is in practical use ; it is noiseless 
in operation with either low or high steam pressure. Hot-water radiators 
are used throughout and where connected aa shown, the automatic ur vent 
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IB placed at B, which is tlie steam-entrance end. This is directly opposed 
to the nsual way, as when the radiator is connected at the bottom on 
both ends the air vent is placed at C. The building is three stories high 
with a straight riser, a drip being placed on the low end of the main in 
the cellar. Radiators are on each floor and appear to give good results 
whether connected at the top or at the bottom on the inlet end. 
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HOT-WATER BADUTOB PIPED FOB ffTEAlC 
PIPINQ HOT-WATER BADIATOR 

A 2-in. pipe runs to first-floor radiators, a l^-in. pipe to second and 
1^-in. to third. Some are floor and others are wall radiators. Steam 
has been tamed into this system at both low and high pressures, but 
in the latter case the steam was admitted slowly, the pressure beii^ 60 
lb. gage. In every case the system heated up with no hammering and 
was practically noiseless. 

BADIATOBS LOCATED BELOW VACnUU BETUSN BIAm 

It is sometimes desired to heat a basement or cellar room where the 
steam and return piping is overhead and ceiling coils are objectionable. 
In this case a hot-water type radiator can be used to advantage by in- 
stalling it 80 the drip of a return riser circulates through it in the samo 
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manner as a hot-water radiator, as shown in the illustration. To operate, 
open valve 1 and close or partly close valve 2, the hot water will then 
pass through the radiator and give off heat. 



XmUZINa HEAT FROM EJECTOR EXHAITST 

In buildings equipped with the "Paul" system in which a vacuum 
s carried on the air line from the radiators, the vacuum is usually pro- 
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dneed by means of a small steam ejector, and considerable heat is car- 
ried off by this ejector. 

To utilize this waste heat a connection can be made to radiators 
supplying heat to a hall or stairway with the piping so arranged that 
these radiators cannot be shut off. Provision must also be made for 
separating the air from the water in the return piping. These radiators 
must be two-pipe, equipped with inlet and outlet piping so that the 
mixed steam and air can sweep through them. The illustration shows 
the application of this method to a two-pipe system with a wet return. 

Another way to utilize the heat from the ejector is to diacharife the 
exhaust into a return tank several inches below the water line, thus im- 
parting the heat to the water in the tank, the air escaping at the open 
vent. 



UnUZINa WASTE EXHAUST STEAM 

Two heating systems used exhaust steam. Into one of them more 
exhaust steam was discharged than could he utilized, and some of it 
was allowed to escape to the atmosphere ; but into the other there was 
not enough discharged to supply the demand, so that live steam at low 
pressure had to be admitted through a reducing valve. 

These systems were so connected that steam flows from one to the 
other. To overcome the friction in the pipe and increase the flow of 
steam a "siphon" was added. This draws steam from one system and 



HlfiH-FKBSSITBB JET IN HEATINe STBTEU 

dischargM it into the other, giving satisfactory results. The high- 
pressure steam pipe is only %-in. with a %-in. nozzle, hence it cannot 
use as much high-pressure {75-lb.) steam, and since it is discharged into 
the heating system it is not wasted. 
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VAOXTUH HEATINa IN BOLD WEATHEB 

In vacuam heating systems the pressure should be decreased and the 
vacuum increased in mild weather and at night to ** stretch out" the 
steam in the system, giving a lower pressure and temperature, thus 
radiating less heat. 

With the Paul system very good results can be obtained by shutting 
off the ejectors in mild weather and at night. 
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MISCELLANEOUS KINKS 



BELT TiaHTENEBS 

A BELT tightener, to function properly, should be so designed that 
it will maintain nearly the same tension on the slack side of the belt 
under all loads. Others should really be called adjustable idlers, for if 
the pulley remains in a fixed position and a heavier load comes on, the 
pulling side of the belt will stretch and the slack side will become more 
slack, which will allow it to drop away from the tightener pulley. This 
will relieve the tension on the belt just at the time when it should have 
more tension, and it will slip and have a tendency to run oflE. A crown- 
faced pulley has nothing to do with the belt running to one side, for 
if a tightener pulley leads a belt to one side at all, it will run in nearly 
the same position under all loads. 

Any idler pulley may be made to lead a belt a little to either side 
by simply throwing the idler out of line with the center line of the 
belt. Imagine a belt standing still and a pulley being rolled along on 
it. If it is in line with the belt it will stay on, but if it be turned a 
little to one side it will run off. Suppose the belt moves and the pulley 
is held in one place but turned a little to one side, as before. It is 
evident that the pulley cannot run to one side, therefore it will exert 
a pull on the belt in the opposite direction, which will tend to run it 
to one side until the force exerted is counteracted by the pull of the 
crowned faces of the drive and driven pulleys tending to hold the belt 
on, in which position it will remain. 

The type of tightener is unimportant so long as it is allowed to play 
freely and maintain an even tension on the belt ; but a swing tightener — 
that is, a rigidly built frame lying parallel to the belt and hinged at 
one end of a support, the other end carrying the pulley — ^is preferable 
as it is of simple construction, plays more freely and is easier of adjust- 
ment for leading the belt. 

It seems to be the universal practice to set the tightener pulley as 
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close as possible to the driven pulley. The reason generally given, out- 
side of it being customary, is that it gives the belt a greater arc of 
contact on the small pulley. With the tightener placed close to the 
driven pulley, an increase of load will stretch the pulling side of the 
belt and the extra slack will run oflf at the driver first. This slack having 
nearly the full length of the slack side of the belt, before it reaches 
the tightener the belt will start flapping and the tightener will play up 
and down. When the tightener rises quickly, it may be carried too far 
by its momentum, with a resultant release of the tension on the belt, 
allowing it to slip. With a belt running at high speed excessive flap- 
ping will often entrap a little air between the belt and the pulley face, 
which will greatly reduce the contact area. When the tightener is close 
to the driver, it will take care of the slack the instant it runs off the 
driver, and the belt and tightener will run much more smoothly, which 
will more than offset the advantage of the extra arc of contact obtained 
by the former method. 

LOSSES IN BELT TRANSMISSION 

There are two factors of loss in belt transmission that are equal to, 
if not greater than, any two factors of loss in power production ; namely, 
excess tension and belt slip. The flrst is a source of lost power and in- 
creased cost of maintenance, and the second results in lost power, loss 
of production and increased maintenance cost. 

The practice of increasing the tension to reduce the slip does not 
materially reduce the loss. It shifts it from loss of production through 
slip to loss of power from excess tension. If the statement that **each 
1 per cent of slip means a loss of 1 per cent of power" were changed 
to **each 1 per cent of slip means a loss of 1 per cent of production," 
a more accurate idea of the loss would be expressed. If the loss through 
slip is converted into a loss of time, then each 1 per cent of slip means 
a loss of 1 per cent of the operating time, and hence a loss of three days 
in each 300-day year. Since the loss through slip, under ordinary con- 
ditions, ranges from a minimum of 5 per cent to more than 15 per cent, 
we are confronted by a minimum loss of 15 days' production each year. 
Add to this the loss of power from excess tension, and the bill becomes 
considerably larger. 

PUTTINa ON HEAVY BELTS 

Take a piece of l^- or ^/i^-in. round iron and bend it, as shown in 
the small sketch. Hook the short end over the edge of the rim of the 
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pulley and the long end under the belt as indicated. Start the engine 
slowly, and when the belt is on it is not necessary to stop, because the 
short end of the hook will straighten out and disengage itself. It is a 
good plan to use a rod of as light weight as will answer the purpose, 



METHOD OF BBPLACIMG BELT OH PULLET 

since it will straighten out and free itself with less stress on the belt. 
The iron hook then falls to the floor, 

ALABM TO SHOW FAN TROUBLE 

The illustration shows an alarm that has proved satisfactory. 

In one particular installation the motor driving the fan derives its 
current from a line that also serves several other motors. The common 
source of energy is the main power plant of the company. In conse- 
quence, if the main circuit-breaker goes out, the fan motor as well as 
the other motors stop. 

As seen from the diagram, the apparatus is simple and can be built 
by almost anyone. Two containers of eqnal size, or nearly so, are placed 
side by side and connected together near the bottom by the pipe J. 
Both containers are partly filled with water. The top of the one is con- 
nected to the pressure side of the fan and the top of the other is open 
to the atmosphere. A large water gage is thus formed. 

On the water in the open leg of the device is placed the float A 
(in this ease a tightly corked bottle), which carries a small rod that 
passes upward through suitable guides. Upon this rod are placed two 
cones, one pointing up and the other down. Between these eonra and 
encircling the rod is the trip slide C, which is bo arranged that an ex- 



214 THIRD POWER KINK BOOK 

cessive movement of the cones either up or down will cause the rod C 
to move to the left. Such a movement will trip the walking beam D, 
which will then rotate under the weight of the hollow lever E. This 
lever which is attached to the lever of the whistle, contains a steel or 
iron ball When the tube is in normal position, this ball rests against 
the end nearest the whistle. When the outer end of the lever is re- 
leased from its support and swings downward, the ball rolls to its outer 
end, thus bringing sufficient weight into action to blow the whistle, 
which is under 120 lb. air pressure. 



DETAILS OF ALARM TO WARN OF FAN TROUBLE 

It will thus be apparent that bo long as the fan runs at rated speed 
and the resistance of the mine is normal the surfaces of the water in 
the two containers will be at different heights, but practically steady, 
and the float A will support the cones at nearly a constant point. When 
for any reason, however, the fan stops or the resistance of the mine 
greatly decreases (as through short-circniting of the air), the relative 
elevations of the water surfaces chai^te. The float A will thns fall and 
the whistle will sound until the apparatus is reset. 

AtrrOHATIC CONTBOL FOB SIFHOH 

A sump-hole in a mill building drained by a siphon, located in the 
engine-room basement 200 ft. distant, was a continual nnisance, as 
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ABBANGEMENT OF SIPHON CONTROL 
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the mill basement was flooded or steam blew needlessly into the sewei; 
To remedy this condition, an automatic control made from parts picked 
up around the plant was devised and installed, as shown by the illus- 
tration. 

As the sump fills, the float raises the forked lever A, causing the 
lead ball B to move toward the center line 0. When the ball B crosses 
the center line, it falls to the dotted position and closes the switch 8* 
Current then flows from the power lines through a lamp in series with 
the magnet M, which causes the valve stem of the valve V to rise and 
allows water to flow through the waste pipe. The pressure on the 
diaphragm of the steam valve R thus being removed, alloy's the valve 
to open and steam to flow to the siphon. 

The siphon continues to operate until the water level falls and the 
float pulls the weight B past the center line 0, when it falls and opens 
the switch 8. As the current is then cut off, the magnet core drops, 
closes the valve V and the water pressure builds up on the diaphragm 
of the valve R, closing the valve and shutting off the steam. 

It is well to allow % in. lost motion in the joint /, so as to give a 
hammer-blow effect to the movement and overcome any tendency to 
stick in the packing on the valve stem. A globe valve could be used 
instead of the trap valve V, but it would not open so easily, owing to 
the pressure above the disk holding it to the seat. This would be no 
drawback if the magnet was capable of opening it. 

AUXILIABY 80X7BCE OF QULND-SEALINa WATER 

In a turbo-generator station using a certain type of machine, there 
is need for soft water to seal the turbine glands. The builders of this 
particular machine specify that sealing water shall be furnished at a 
pressure equivalent to a 10-ft. head. If the relative levels of the spray 
nozzles and turbine permit, the spraying pressure may be used to supply 
the glands directly. In one plant this condition existed, and a supply 
tank as shown in Fig. 1 was installed, which gives a reserve supply of 
soft water. The float valve keeps the tank full and at the same time 
prevents waste. 

The tank could be fltted with another float valve at a lower level, 
which would admit water from the general service lines in case the 
supply of soft water should fail for any reason. The tank could also 
be fitted with a low-water alarm of any desired type, as a bell or red 
light. The use of spray-pond water in this way does not really remove \ 
any water from the pond, for practically all the loss from the glands' 
is drawn into the turbine, where it mixes with the condensed steam andj 
returns to the pond. 
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If the spraying pressure is not sufficient to supply the glands direetly, 
a hydraulic ram may be used instead of a steam pump to pump water 



} OF QLAHD-WATEB SYSTEM SHOWINO BK8EBTE fiUPFLT TAHX 



PIO. 2. BAM FOB BUPPLTINa QLAKD TTATER, C0KNE(7rED WITH STANDPIPB 

to the supply tank. It vonld get ita working head from the spray 
pressure and so utilize energy already available. Ita waste should re- 
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tnm to tbe spray pond, so that no water would be lost from the system. 
In one case the nse of a steam pump was avoided by installing a 
hydxaolic ram (Fig. 2). The ram operates with energy already avail- 
able, and it OSes so little water that it has no noticeable influence on 
the spraying. The stand-pipe is necessary to give free vent to the air 
that is mixed with the water from the condenser, so that the pipe 
feeding the ram shall be filled with solid water. The ram is set on the 
intake well of the pond, and in a sheet-iron pan in such a way that its 
waste water all returns to the pond. Hence no water is taken from the 
drcolating system excepting that actually pumped into the tank. 

BAOEINO OtTT BROKEN SETSCBEWS 

The backing out of a broken setscrew was accomplished by drilling a 
hole in the setscrew and then turning a tool as illustrated into the hole 
and backing out the screw. This tool has a left-hand thread or spiral 



TOOL FOB BACKIHO OUT BBOKBH 8ETBCKEW 

and can be made from a piece of square stock, with a slight taper. The 
thread Is formed by heating the metal, holding one end in a vise and 
twisting the other end clockwise, forming a rough left-hand thread. It 
can be finished off if necessary with a file. 



BUBIED FUEL OIL STOBAaE TANKS 

At one plant there were installed two cylindrical steel tanks, each 
of 15,000 gai. capacity. The tanks measured 12 ft. in diameter by 18 
ft. long. It was planned to bury them with the tops 2 ft. below groond 
level As the location of the plant was within a few hundred feet of 
a river and on made ground containing a great deal of surface water, 
it therefore became apparent that concrete foundations must be provided 
to prevent settling when the tanks were full, to avoid strainii^ pipe 
connections. Equally important was the problem of the tanks when 
empty, for then the tendency would be for the surface water to raise 
them. 
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Tfae method nsed becomes apparent on referring to tlie accompany' 
ing sketches. For each tank three concrete base supports were provided, 
at the front, center and rear respectively, and on top of the tanks 
similar concrete courses were poured. The novelty of the method lies 



lOrrHOD OF* AMCHORtNO BTTBIXB TAKE 

in the use of the 1-in. iron rods connecting the upper and lower courses, 
so that, when the tanks are empty, Qie tendency to rise is arrested not 
only by the upper courses but also, through the connecting rods, by the 
lower courses. The tanks were ri^ed up separately to avoid unequal 
strains should one be empty when the other was full. The rods extend 
through the bottom courses. This was done so that the tank could be 
placed in position before the rods were installed. The concrete courses 
were made 2 ft. by 2 ft. by 16 ft. long. 

CEUENT-LIKED STOKER COAL CHUTES 

The taper chutes connecting the storage hopper and the stoker 
hoppers have a tendency to wear in a short time, and as an experiment 
they lined them with mortar made of one part cement and two parts 
sand. The mortar was 1^4 ^- thick and reinforced with common poultry 
wire. The chutes beii^ on a steep angle, it was necessary to place the 
material rather dry in order to hold. 

Becently, one of these chutes was removed and an examination 
showed that the mortar had not cracked, nor did it show any signs of 
wear, although it had been in use for at least a year. 

OLAUP FOB HIOH-PBESSiniE HOSE 

A method of repairit^ a leaky hose that is employed in the mines 
IB as follows: 

The hose is cut at the leak and for a %-m. hose a ^-in. nipple 6 in. 
long is inserted halfway in the hose. A %-in. nipple 7 in. long is nsed 
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for a 1-in. hose, sneh as is illustrated herewith. The hose is clamped 
to the nipple by the type of clamp shown. Sometimes e 
is used in the hose to enlarge it a little. 



HOSE COUPLINO CLAUP 

Under high pressure and where the hose is subject to hard usage, 
several strands of wire can be run on each edde from one coupling to 
the other and twisted as desired. 



CLEANDTG DEPOSIT FBOH EOONOMIZEBS 

In working economizers the soot comes off the tubes and the flue 
ash lodges at the base of the tubes and prevents the correct working 




CLEANING HOLES IH CASlSG ABOtJMD ECOKOUIZER 

of the scrapers, necessitating occasional cleaning from the inside, which 
can be done only when the machine is practically cold, and it is always 
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a dirty job. To overcome this trouble drill 1^-in. holes in the casing 
in line with the space between the tubes and shout 6 in. above the bot- 
tom headers. By means of a ^/^-in. hooked rod and air or steam jets 
the space between the headers can he kept free of soot and in this way 
get the benefit of the full amount of heating surface. The holes are- 
kept plugged when not in use. 

BBOEEN SPOKE REINFORCED 

A flywheel on a steam-driven exciter cracked. It was reinforced 
as shown in the illustration. One end of a 1-in, tumbuekle rod was 
welded to a strap % in. thick and 8 in. loi^ formed to fit the inside 



TUBNBUCKLE ROD HOLDS THE BIM OT A WHEEL 

of the rim and bolted on. The other end of the rod was welded to 
another strap of the same thickness formed to the hub and long enough 
to reach under the hub bolts. A strap of iron was fastened to the rim 
on the opposite side of the wheel to act as a counterbalance. 
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OOHNEOTINa AN OIL LINE TO A FUEL^IL TAKE 

A crade-oil tanb, 20 ft. deep and 30 ft. in diameter bad bat one 
feed line going to the boiler oil bamers. 

Another oil line was wanted, and the problem was solved by puttu^ 
a 4-in. connection in the side of the tank at the bottom. 

A wooden box was made, 14 in. square by 8 in. deep, with the face 
made to fit the curvature of the tank. The edges of the box that came 
next to the tank were lined with flax packing and held in place with nails 
driven well in so as not to hold the packing away from the tank. A 
piece of strap iron was then screwed to the back of the box, and two 
%-in. holes were drilled and tapped through both. This plate was for 
the purpose of pulling the box up to the side of the tank by means 
of bolts extending from the outside. 



SHOWINQ HOW THE BOLE WAS DBILLED IS THE TANK 

Next, two lengths of pipe, each flattened at one end, in which two 
holes were drilled, were bolted one on each end of the box, so aa to 
guide and let it down to the desired position in the tank. Correspond- 
ing holes were drilled in the tank to match the tapped holes in the box, 
so as to draw the box with flax packing tight against the tank. The 
holes in the tank were carefully drilled with an air drill running at 
slow speed so as not to cause heat or produce a spark, which would sub- 
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ject the oil tank to the danger of fire. As soon as each hole was drilled, 
a wooden plug waa inserted. 

When all waa ready, the box was lowered, through a manhole at 
the top of the tank, to its place corresponding to the holes drilled in 
the tank. The holes in the box were countersunk so as to be easily located 
when putting the bolte through after the box had been lowered to posi- 
tion, the bolts being inserted ia the holes in the tank after the wooden 
plugs had been pulled out one by one. 

The box waa then drawn up to the tank securely, the plug in the 
center hole waa pulled, and the oil in the box waa drained out. A 4-in, 
flange was placed against the tank and central with the box. Then the 
bolt holes were scribed, also the bore of the flange opening. The center 
was drilled out with a small drill, imd the bolt boles were drilled. The 
flange was then placed after putting an %-in. asbestos sheet gasket 
between the brass flange and the tank. The flange bolts were put in 
place from the inside of the tank by means of the flange opening in 
the tank and were drawn up tight The flan^ was made of brass so 
as to obviate any chance of breskii^ when tightening. A nipple had 
been screwed tightly into the flange before bolting it to the tank, so as 
not to have any difficulty in screwing it in later, in case the flange 
should spring in bolting it to the tank. A valve was screwed to the 
nipple and then closed. The bolts were unscrewed from the box, leavit^ 
it free, and the bolt holes in the tank were tapped and plugged with 
patch bolts. 

CUBE FOB A "BALKT" EYDRAUUO JACK 

In att^npting to use a hydraulic jack to force a new crankpin into 
the crank disk of an unmonia compressor it was found that the jack would 



VTFB TO OBEATE A HEAD OF TLUID IN THE JIOK 
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not work when placed in a horizontal position. It was reasoned that if the 
valves and plunger could be kept covered with oil (oil was the fluid 
used in the jack) it would "have to work," so the vent plug was re- 
moved from the top of the oil reservoir and a y^-i^- pipe connected to 
the opening, as shown, thus giving the oil some "head" pressure, which 
kept the valves covered, and the jack went to work immediately as well 
as when in a vertical position. 

OUTTINa GLASS UNDER WATER 

Cutting a glass dial with a pair of scissors may seem difficult, bnt 
it is not, although the job most be done under water and both the glass 
and the scissors must be submerged. A good way is to first cut a paper 



CtrrriNG glass mn)EB water 

the size or shape of the glass desired ; place it on the under side of the 
glass for a pattern. It is not expected that it is possible to cut through 
the center of a large piece of glass, but by trimming a little at a time 
a good job can be done. The cutting sensation is a good deal the same 
as that of cutting cardboard. 

DEVIOES FOR OVERHEAD DRILLINa 

Fig. 1 sho'nra a kink used for overhead drilling if many boles are 
to be drilled. In one instance an old copying press was used; the plate 
was discarded and the screw and wheel reversed, as shown. At A a 
coupling sleeve was made to fit on the screw and the electric drilL 
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PIG. B. DRILL MOOMTBD IK TEBTICAL POSITIOH ON TEOCK 
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After removing the breast plate, the sleeve was easily made to fit in 
its place. The press was placed on the stand when drilling. 

Another drilling device is shown in Fig, 2. It consists of a large 
dectric drill weighing about 100 lb., placed on the drill stand as shown. 
On the top of a small track was fastened a piece of 6-m. pipe the right 
length for the drill to rest on top and just clear the work to be done. 
A cast-iron disk and a cage to keep the drill in place completes this part 
of the rig. 

To prevent vibration from making the truck creep, a brake in the 
shape of a threaded piece of pipe running in a flange and carrying a 
wooden shoe at the bottom can be applied. The friction of the shoe on 
the concrete floor will be sofficient to keep the truck where set. 

EASILY HADE rEBSTTLES 

Sometimes a ferrule may be lost from a tool handle or one is needed 
to put on a home-made handle which is likely to split if no ferrule is 



nsed. A ferrule can easily be made from an old thimble by cutting or 
drilling a hole in the end to flt the tool on which it is to be nsed, and 
applying it to the handle as shown. 

The end caps from bnmed-out inclosed fuses come in handy for 
ferrules for small tool handles. Usually, there are different-sized fuses 
in a plant, the caps on the 15-ampere 250-volt ones being ^/^ in. in 
diameter, gradually increasing in diameter as the amperage increases. 
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The 200-ampere 250-Tolt fuses have caps 1% in. in diameter, and the 
weights of the caps are just about right for the different^ized fermles. 

EQUAUZINO MACHINE SPEEDS 

Several machines may be run from the same iineshaft, all with 
the same combinations of ptdleys, but owing to lost motion or slippage 
of belts the total output of the different machines will vary considerably 
during the day's run. 

To equalize the speeds of all the machines, rivet leather of the neces- 
sary thickness on the face of the driving pulleys, thus equalizing the 
speed to make the output of each machine the same. 

ELEVATED FLATTOBU SAFETY aUABD 

In connection with engines, switchboards, etc., having elevated plat- 
forms or stairways, it is advisable to guard against accidents from tools 



AlfQLB-IEON OUABD OH ELEVATED PLATFORM 

rolling or being kicked off the edge of the platform and injuring some 
person or machinery below. An inexpensive but effective guard is made 
from 2- or 3-in. angle iron bolted to the edge of the platform, as shown 
in the illustration. 

EMERGENOT SHAFT REPAIR 

One way in which an emergency shaft repair can he made is shown 
in the illustration. First procure new coupling bolts longer than the 
original ones and an equal number of pieces of %-in. pipe cut to fit 
and to act as spreaders between the halves of the coupling. If the load 



^8 THIRD POWER KINX BOOK 

on the aliaft is heavy, it may be advisable to drill additional holes and 
use a larger number of bolts than were in the coupling originally. 




REPAIRED FLYWHEEL LUG 

A 20 ft diameter flywheel was made in eight segments, each seg- 
ment being cast integrally with a single spoke. The eight spokes were 
secured to the hub by clamping them between cheek-plates as indicated 




PIGS. 1 TO 8. SHOWING METHOD OP BBFAIBING BBOEBN LOG OH FLTWHEBL 
FIk. I. 7ut«iiiii( ol mrm M hub. Vig. 2. Break In log at rim. Fie. B. Ifanner of repttrlnr 



in Fig, 1. Each rim-joint was fastened with a bolt and with two 
wrought-iron links shrunk into recesses in the sides of the rim. 

A clamping lug on one of the rim segments of the wheel was broken 
off aa shown in Fig. 2. Fig. 3 shows how it was repaired. 

HAEINa A FLOATLESS FLOAT FtmOTION 

If the fioat in a heater has a leak, and will not rise and shut ofE 
the water, the heater will fill until the water will run out at the over- 
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flow. To tide over saoh an occurrence, make a clamp and fasten it to 

the rod that the float is connected to and hang weights on the end of 
the clamp, acting in the opposite direction, to balance the extra weight 
of the float. The float is then held partly out of the water, and as the 



LOOCBD TLOAT HELD DP BY OnTBIDE WEIGHT 

water reeedfes the weight of the float overbalances the outside weight, 
closing the valve, and the water is held at the right height in the heater. 

HAITDT PACKING CUTTER 

An old plug tobacco cntter (or a new one for that matter) makes 
a good tool to have in the engine room, for cutting aU kinds of packing 
for stuffing-boxes and pump plungers. 

A HANDT SHOP ORANE 

In the power plant repair shops where there are no cranes it is 
always more or less of a problem how to handle pieces of equipment 
of only medium weights, to say nothing of the lai^er parts. A home- 
made monorail crane shown can in such instances be built. 

This device consists of ordinary 4- or 6-in. I-beam, one end is fastened 
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to a colainn by a two-part band, the latter made so that it ean be tight- 
ened on the colnnin by two bolts. The outer end of the boom is sup- 
ported from the top end of the column by a two-part band. On the 



COiSE rNSTALLED IH SHOP 

I-beam is placed a trolley such as ean be purchased at most any mOr 
chinery supply house, and from this trolley a chain fall is supported. 

This crane can be operated through a radius of at least 180 deg. 
By putting up a special mast to support the boom from the crane it can 
be so constructed as to have a 360-deg. travel The length of the boom 
will depend upon how high the ceiling is; the boom rod should make 
not less than about 30 deg. with the boom and 45 deg. is better. 

HANDY SCREW HOLDER 

It is sometimes inconvenient to start a small screw into a hole when 
it is impossible to start it with the hand. A handy screw holder can 
be made by placing two pieces of spring steel in a handle, as shown. 
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Then, by pressing tlie two open ends together and puttii^ them in the 
screw slot, the tendency of the ends to open will hold the screw and it 
can easily be started in the bole and then tightened with the ordinary 
screw driver. 




SCREW HOLDER AND ITS APPLICATION 



HAKDY TOOLS FOR THE WATEB-POWEE PLANT 

The illustration shows three devices that have proved their worth. 
One is a modified rake used for pulling leaves from the trash raeka, 



HOUE-HADE TOOLS FOB WATEB-FOWZB PLANT 
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made by bending the two outside teeth at right angles to the others 
so that the teeth of the rahe are allowed to slip in between the bars of 
the trash rack only the desired distance, and this distance is made less 
than that from the outer edge of the rack bar to the bolts that hold 
the rack tt^ether. This arrangement eliminates the chances of the teeth 
catching the bolts that hold the bars. 

Another handy tool is an ice hook that can be qidckly made in an 
emergency and serve its purpose admirably. It is used to pull from 
the racks cakes of ice that would otherwise be difficult to dislodge. 
It is made of two pieces of wood bolted together as shown. The long 
ends are used as handles, and in the other ends sharpened spikes are 
driven. "When the ice is too heavy to handle with this device, regular 
ice tongs can be used with a rope to a tackle block. 

HOME-MADE COMPOUND FEEDER 
The sketch shows a boUer-compound feeder that is self-explanatory, 
and the directions for its use are as follows: 



PIPING OP COMPOUND FEEDER 



The expansion tank is placed above the water line of an open feed- 
water beater or return tank and piped as shown. To operate, put the 
amount of compound required for twenty-four hours, mixed with suf- 
ficient water to flow freely through the filler funnel, into the tank, 
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valves A, B, C, and D being closed. Then put more water in the iaxik 
to bring the level up to the overflow pipe. Next close valve E and open 
valves B and C and then the valve D just sufficient to keep the tank 
agitated and the condenaation overflow through the pipe and valve B 
into the pnmp suction. 

When it is necessary to refill the expansion tank, open valve A and 
allow sufficient liqnid to flow into the pump suction to make room for 
the new charge. Then close the valves A, B, C and D, fill through the 
valve E, and proceed as before. 

HOME-MADE FLANGE DAMFEB 

The sketches show the construction of a damper for a low-pressure 
pipe line, as for instance a blower intake or outlet or an air inlet to a 
furnace, such a damper being frequently necessary to regulate the 
amount of air passing through the line. The construction is simple but 
effective, being a U-shaped piece A of heavy sheet iron, either black 
or galvanized, clamped between two pipe flanges in the line. A slide B 
cut from the same material fits into this U, and its width is made about 




DETAILS or LOW-FBEBSUBE PIPE-LINE DAHPER 

a quarter of an inch larger than the diameter of the flange opening. 
A gasket of heavy paper set in shellac, paint or other adhesive is clamped 
between each flange and the outer plate; this gives clearance to the slide. 
Usually it will be necessary to leave out one of the flange bolts to allow 
room for the damper slide to enter. 

The arms of the U-piece A, or guide plate, extend out and serve 
as guides, two flat iron trips being riveted across the outer ends as shown. 
The operation of the damper will be greatly facilitated if a lever and 
link are connected as shown in the sketch, the link being pivoted on one 
of the flimgfl bolts, which is made longer for the purpose. By using 
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the lever, the slide can be made to work tightly enough to allow of its 
staying wherever placed as well as to almost entirely prevent the leak- 
age of air. 

HOME-MADE OIL AND WATER SEFAAATOB 

A mixture of oil and water from an air pump was caught in a pail 
and emptied into a sewer as the oil, about a pint to a pailful, was not 
considered worth bothering with. Finally an oil and water separator 
was made of old %-in. pii>e and fittings picked up about the plant, as 
shown in the illostration. It works on the principle that, water being 



BKPAIUTOB FIPIHO 

heavier than oil, a column of water will balance a higher column of oil ; 
therefore as the mixture of oil and water flows in at the tee and the 
piping becomes filled, the oil will naturally rise in the vertieal pipe im- 
mediately above the tee, forming a column higher than the water over- 
flow pipe. The operation will then be continuous, the water flowing 
from the one opening and the oil from the other. There must be an 
opening at the high point of each drain to avoid siphoning. 

HOT-WATEK TANK AND FLOAT 

The arruigement shown is a departure from the ordinary hand- 
regulated means commonly used in plants for returning hot water to 
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boilers, in that the float employed is of the open, or backet, variety, 
is at all times full of water and is much more powerful than the hollow 
air-tight ones and not as likely to get out of order. The apparatus con- 
sists of a tank about 20 in. in diameter by 25 in. deep, on top of which 
is fitted a cover secured by bolts to an angle-iron ring riveted around 
the top of the tank. The open-top bucket is 16 in. in diameter by 10 
in. deep and is made of 16-gage metal with the bottom reinforced where 
the stem is attached. The stem extends through the cover of the tank 




EETUEN- WATER TANK WITH FLOAT TO CONTROL PUMP 

to the valve controlling the steam supply to the pump, as shown. To 
the bottom of the tank is fitted a guide about 18 in. long, for the lower 
end of the stem, to keep the fioat central in the tank. The lever is about 
18 in. long and is supported on a fulcrum ; the weight is about 20 lb. 
and is made to be moved along the lever to balance the fioat and obtain 
the correct adjustment of water level in the tank. 

The operation of the apparatus is- as follows : When the water fiows 
into the tank, it fills the float until it overflows, and when the water 
level rises in the tank the counterweight raises the float and opens the 
regulating valve which admits steam to the pump. With proper ad- 
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justmests the pump will work at a rat« of speed depending on the 
supply of water coming into the tank, which ean, of course, be made 
of any size to suit the quantity of water to be handled. The size de- 
scribed is fonnd suitable in conjunction with a 6 x 4i^ x 6-in. duplex 
pnmp. The pnmp must be set at least 12 in. below the tank so that 
the hot water may flow into it. 

This device is quite simple to conBtmct and operate, and water can 
be collected from any number of sources. It is also powerful and posi- 
tive in its action. Makeup water can be added in any desired quantity, 
and it affords a ready means for introducing boiler compound, which 
can be fed slowly into the tank. 

HOW DIBTY WASTE HAY BE CLEANED 

Waste that is used for wiping machinery, generally becomes extremely 
dirty with use and is then thrown on the coal piles. A better vray is 
to collect the waste in a suitable covered can and, when a sulBcient qnan- 
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tity has accumulated, place it in a strong solution of common soda and 
boil it. A large proportion of the dirt and oil will be removed, and a 
proper rinsing will make the waste ready for use again. A press for 
squeezing out the moisture in the waste can be made, as illustrated, 
from a piece of 5-in. pipe. The pipe is fitted with a drilled cap on 
one end and a plug on the other, and the plug is tapped for a threaded 
%-in. rod fitted with a piston on one end and a tee on the other. The 
piston can be made of wood. The waste is put in the press and the 
plug is then screwed into the end of the pipe, and by screwing it on 
the ^-in. pipe, excess moisture is pressed out. To remove the waste 
unscrew the cap and force it out by means of the piston. 

MAINTAININa THE ACCURACY OF THERMOMETStS 

Notwithstanding the simplicity of thermometers and their wide- 
spread use, it will be found that many thermometers are not giving 
accurate readings for one or more of the following reasons: (1) The 
wrong type; (2) improperly installed; (3) accumulation of foreign 
matter on the thermometer well; (4) separation of the mercury in the 
column; (5) breakage due to careless handling; (6) incorrect adjust- 
ment of the reading scale. 

It is highly important for good results that a thermometer be se- 
lected which has a suitable temperature range. The smaller the range 
of temperature to be covered the greater the accuracy that can be 
obtained. For feed water the average range of 50 to 220 or 60 to 240 
deg. P. is employed. For condenser service a range of 30 to 160 deg. 
is usually sufficient. For superheater work the range should be from 
200 to 800 deg. For very high temperatures the ordinary mercurial 
thermometer is unsuited, and some form of pyrometer should be used. 

Incorrect readings are common when the thermometer well or bulb 
does not come in full, constant contact with the liquid or gas being 
observed. Care should be exercised to see that the bulb or well is 
placed in a part of the line or tank that is not pocketed or at a dead 
end. In pipe lines the thermometer should be placed so that the well 
at all times is fully immersed in the flow. Thermometers placed in tees 
or elbows are liable to be isolated from the current and give incorrect 
indications. Oare should also be taken to so place the thermometer 
that it will not be unduly influenced by heat from outside sources. 
Ordinarily, thermometers are calibrated at living-room temperatures, 
and if installed in a very hot location, say on a boiler front where the 
temperature may be 150 or 200 deg., it is obvious that the expansion 
of the mercury will be greater and cause a higher reading. Thermome- 
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ters are also subject to error or misadjustment if connected with or to 
vibrating pipe lines. 

In ordinary practice one of the most frequently encountered causes 
of inaccuracy is the presence of mud, scale, oil or other foreign matter 
on the well or bulb of the thermometer. In most cases this accumula- 
tion cannot be prevented, therefore the thermometer should be removed 
from its socket from time to time and the well and bulb inspected and 
cleaned. This feature should be carefully watched where scale is liable 
to accumulate. 

The separation of the thin mercury column often accounts for a high 
reading. If the mercury column becomes separated, it can usually be 
reunited by firmly holding the thermometer at the top and giving it a 
quick jerky throwing movement outward, tending to throw the isolated 
column toward the well or bulb. Where the column cannot be united 
in this way, the condition can be remedied by applying heat to the 
bulb, which will drive the main body of the mercury up the column 
until it reaches the separated portion, unites with it and carries it back 
upon cooling. 

Most commercial thermometers are supplied with iron or brass cases 
fitted with a square or hexagonal nut at the base for screwing the in- 
strument into a tapped opening. This nut affords a means of attaching 
the thermometer without imposing a strain on the instrument itself, 
but in many cases is overlooked and the body of the case is used, with 
the result that not infrequently the thin glass tubing is broken. This 
break often occurs in the base of the thermometer and as some mercury 
remains in the tube the damage is frequently unnoticed. Where ther- 
mometers are installed in exposed places or in open passageways, they 
should be protected by some sort of shield or guard. 

In most thermometers the graduated metal scale is made separate 
from the tube and hence any movement of either will naturally throw 
the readings off. The scale is usually provided with a slot and screw 
to permit adjustment to agree with the calibration. Where any ques- 
tion arises as to calibration, whether a thermometer is correctly adjusted, 
a simple test of the freezing and the boiling points can be quickly made. 
The freezing point is readily obtained by packing around the bulb of 
the thermometer a quantity of finely broken ice in such a manner that 
while the tube is entirely surrounded by the melting ice, it does not 
rest in any of the water resulting from the melting. After remaining 
in the ice pack for five to eight minutes, the location of the mercury 
column will indicate the freezing or melting point, which is 32 deg. 
on the Fahrenheit scale. To ascertain the boiling point, the thermometer 
bulb is placed in a vessel containing boiling water or directly above in 
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sach a manner that it registers the temperature of the steam being 
liberated to the atmosphere at the boiling point. After holding it in 
this position for a few minutes the height of thef mercury column will 
indicate the boiling point. 



UAKINO A REPAIR TO A CRA< 



HTi^rTi 



HTDRAUUC CYLINDER 



A crack about ten inches long developed in the cylinder on a retort 
press, the construction of which is shown in the illustration. The fluid, 
under 500 lb. pressure, is admitted through the pipe B and pushes the 
ram C outward. There is a similar ram in the other end of the cylinder 
(not shown) , and the two are connected by the member D, which carries 
lugs E. The cylinders are separated by the wall H. 

The fracture is shown at A, and in due time it opened up to such 
an extent that the press was useless. The cylinder was removed, placed 




CRACKED POBTIOK OF CYLIKDEB BUSHED 

in a lathe and enough stock bored out to allow about an inch larger 
diameter than the stufSng box and deep enough to go to the end of the 
crack A. 

A bushing was made, the cylinder heated good and hot and the 
bushing driven into place. When the cylinder was cool, the bushing 
was bored to a running fit to the ram and counterbored for the stuf- 
fing box. 

A groove was then turned around the cylinder as shown at G, so 
as to allow room for a draw band under the member 2>. A draw band 
was made, shaped as shown at E, and, while hot, placed around the 
cylinder and drawn up as tight as possible. 

There was a slight leakage at first on account of there being no 
material available to make the bushing quite long enough to cover the 
crack past the end, but it soon took up. 

METERED THE CONDENSATION 

The illustration shows the method employed for measuring the 
amount of steam used by several purchasers. This was done by install- 
ing several meters with highly satisfactory results to all concerned. The 
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Bteam was used in pipe coils for heating and drying in mannfactnring 
processes and was trapped and the condensation was discharged into 
the sewer. 

The traps were of the bucket type, and as the meters are of a gravity 
flow, nonpressure type, the discharge of the trap was piped to a 12 x 
24-in. expansion tank (the kind osed in honse hot-water heating sys- 
tems), placing it above the meter, the water flowing from the tank to 
the meter by gravity. From the top of the expansion tank a vent line 
was piped, running np about twenty feet and extending outdoors. At 



ABBASQEHEHT FOB HETEaiNO CONDENSATE 

the discharge of the trap this line would relieve all pressure and yet 
not allow the condensation to escape. 

The water flowing through the meter into the drain was recorded 
in pounds on the dials of the meter and was read monthly, the same as 
gas or electric meters are read. 

NON-trPSETTDTO TOKOH 

The torch shown in the sketch is made from a piece of pipe, any size, 
threaded and bent as shown, capped at one end and an elbow and 
nipple screwed on the other end. 
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Before the cap and elbow are screwed on, cotton wicking is entered 
by means of a wire and pulled through the pipe until the tail end is 
about as shown. The projecting end is pulled through the elbow and 



TORCH THAT WILL NOT tIPSBT 

nipple before it is screwed on. Oil is put in at the end B and the end 
capped. 

It is impossible to upset the torch, it is easily carried, and it can 
be hung up by the hook. 

OIL Rnras haqnetized 

A direct-connected machine had always given more or less trouble 
at the outboard bearing because the oil rings failed to turn freely, 
consequently the journal heated. Upon taking this bearing down it 
was noticed that the box was slightly magnetized — enoi]^h to attract the 
rings, which were steel, against the sides of the slots and keep them 
from turning as they should. Holes were drilled and brass guide pins 
put in to keep the rings central in the slots. This prevented further 
trouble. While this stray magnetism is only small, it is enough to retard 
the rings considerably and probably stop them at times. 
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BtUBB PINS KEPT BIN6S FBOU CONTACT WITH BEABINQ CAP 



A FOWESFUL WIKE CUTTEB 

A handy wire cntter can be made as shown if one is willing to ntilize 
some of hia spare time. It iB made of Vi«-u>- tool aiteel that is Snt 




AH EASILT-lfADX WIBI; CUTTER 

annealed to make it easy to work; then after the tool is finuhed it is 
again hardened. The cutter will "bite off" heavy copper or tongh steel 
wire that cannot be eat with eith« pliers or shears. 
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PBESSUBE/nBBIPEBATlTBE SCALES FOB LOW-PBESSUSE 

STEAM 

In the operation of feed-water heaters, condensers and similar appa- 
ratus it is often desirable, and sometimes necessary, to know the tem- 
perature of vaporization corresponding to a given absolute pressure, or 
the water-vapor pressure corresponding to a given temperature. The 
scales given in the figure show the corresponding absolute pressures and 
temperatures for pressures below atmospheric. The absolute pressure 
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CHABT SHOWING VAPORIZATION TEMPERATURE OF STEAM FOR PRESSURES 

LESS THAN ATMOSPHERIC 



is found by subtracting the vacuum-gage reading from the barometer 
reading, both in inches and mercury. 

The two upper scales give the temperatures for each hundredth of 
an inch pressure from 0.1 in. to 2.0 in. The three lower scales give the 
values for each tenth of an inch over the range from 2 in, to 30 in. 

PBEVENTINa A DBILL FBOM SLIPPINa 

In order to drill a hole in a pipe and prevent the drill from slipping, 
take a block of wood, cut a true V-shaped notch and place it over the 
pipe. Draw a line through the center of the block corresponding to the 
bottom of the V and drill a hole on this line. Putting the drill through 
this hole will bring it on a center line of the pipe and at the same time 
furnish a support for the drill, thus preventing it from slipping. Pipe 
of different sizes can be drilled with this same block. 
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OUIDB FOB PIPE DSILL 

FBEVENTDra A BOLL 0? TAPE FROM UNWINDINa 

A roll of linen tape is something that must be handled with care 
when taping a coil, for if it is let fall it will probably result in a tsi^Ie. 
One method of, to a degree, preventing the roll from unwinding so 
easily is to paint on both sides two strips about one inch wide with 



FIO. I. PAINT OB SHELLAO PIG. 2. METAL LOOP lit 

ffPBIPS ON BOLL PLACE ON BOLL 

OP TAPE OP TAPE 

shellac or paint, at right angles to each other, as in Fig. 1. This, how- 
ever, leaves hard spots on the edges of the tape. 

Another method and one that does prevent nnrolling of the tape 
except under tension is shown in Pig, 2. This consists of a loop made 
of thin spring steel bent bo that the ends can be held at the center of 
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the roll by a bolt. The necessary amount of pressure on the roll to 
prevent it from unwinding except when the tape is under tension Is 
obtMned by tightening the wing-nut until the desired result is obtained. 

EEOULATINO THE OIL PRESSUBE 

The step beuings of two vertical turbo-generatora were supplied with 
oil at a pressure of 500 lb., the supply coming from a line under 750 lb. 
pressure through a reducing valve. An 18-ton dead-weight accumulator 
connected with the oiling system supplied oil at the required pressure 



ACCDHTTLATOB TBATEL AIARM WHISTLE 

for a few minutes in case the pnmp in service became alrbound, etc., 
to allow time to put a spare pump into operation. 

The oil pressure was regulated by the height of the accumulator, a 
^-in. cable passing over two small pulleys from the accumulator to a 
weighted lever valve in the steam line to the pump. The arrangement 
was not satisfactory as the pumps were kept runnii^ with a jerky 
motion due to the action of the valve lever, which caused the accumu- 
lator to bob up and down incessantly with the consequent packing wear 
and leakage around the accumulator shaft. 

To do away with this trouble, a globe valve was placed in the steam 
line with a 5-in, pulley fastened to the stem, the face of the pulley being 
made wide enongh to allow several turns of the cable. The free end 
of the cable was weighted juat enough to close the valve. 

In case the accumulator rose or fell too far beyond a certain position, 
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an alann, as shown in the ^:nre, wonld he put into operation. The 
cnrved lever A was pivoted at B, the curved end resting on the top 
weight of the accumulator, the alarm whistle heing operated ^)J the 
chain C. 

BEHOvnra ket fboh shaft 

The illustration shows a Mnk that may be used when removing a 
pulley fitted with a taper key on which there is no head. The pulley 
is driven on the shaft as far as possible, and then a small hole (s^ 
'/la-in.) is driUed with a breast drill in the end of the key close to the 
hub of the pulley. A piece of round steel is put in the hole and the 



RSHOyiHQ A BBOEEN SET 

pnlley is forced off with the split wedge as shown. All that is required 
of the pin in the drilled hole is to overcome the friction between the 
key and the shaft, which is not great if the pulley is not again driven 
onto the taper. 

REHOVma A TiaHT PIK FBOH A OASTINO 

An eac7 way of removing a tight fitting pin from a casting is by 
the use of an ordinary stillson or pipe wrench and a cold chisel or 
wedge. The chisel is placed fiat against the casting, and the wrench is 
applied to the pin in such a way that when the pin is turned, the chisel 
will act as a wedge or lever and tend to draw the pin outi Tlw HWthod 
as shown practically explains itsell 
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BEFAXRINa HOSE LEAKS 

To repair leaks in steam or water hose use a hardwood lever about 
2 X 2 X 15 in. long and a ^-in. hole bored through it at each end, as 
shown in the illustration. Then about a No. 14 wire is put throagli 



TOOL FOB wmma bosb joint 



these holes and held in place by two metal clips that are attached to 
the lever by stove bolta and nuts ; these hold the wire taut or loose as 
desired. 

The hose to be repaired is cut, at the leak, and a threaded nipple 



248 THIRD POWER KINK BOOK 

of the correct diameter is inserted in the hose. Then with the aid of 
a vise and a pair of pliers a neat joint can be made hj using the lever 
as shown. 

BEFAIBINa A "NiaOEB" OTLINDER 

Following is a description of a repair job to a sawmill "nigger" 
or log canter that had a broken cylinder. A section of an old steam- 
feed cylinder of the right bore, but ^ feet long, or one foot too long 
for the purposes, was found. 

Fig, 1 gives an idea of where the break occurred, and Pig. 2 shows 
how the new cylinder was shortened and provision made for bolting the 



control valve to the cylinder. The top did not require a faced surface, 
and the piping at the left of Fig, 2 shows how the entering ateam and 
the exhaust were taken care of in the top end of the cylinder, the pipes 
being coupled to the control valve, which was constnicted so as to handle 
both ends of the cylinder. 

BIG FOB DBAWIND EET FROM F1TLLET 
The illustration shows a rig used to draw a hey that may be in an 
awkward place to get at Use a bar ^ by 2^ in. 3 ft. long, and a 
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short piece for a clamp. The iUostration shows the construction. Sev- 
eral sharp blows with a ten-pound hammer on the end of the bar will 
generally cause the key to jnmp out. 



BXTENSION CLAUP D8SD TO DRAW A KET FBOH UOTOB PULLET 



SATETT BASE FOB LADDERS 

A satisfactory safety base for a ladder that is to be used on cement 
or iron floors may be constructed from old and soft rubber pump valves 
or disks. These dif^ are 5 in. in diameter and % in. thick, with a 
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%-m. circnlar hole in the center. In making the base, the hole is en- 
larged to 1^ in, and the disk fastened to a piece of iron plate by 
means of four small bolts whose heads are countersnnk in the rubber. 
The plate, with its rubber face, is fastened to the ladder by means of 
a swivel joint. The sketch shows the details of constnietion. The rub- 
ber disk has been trimmed to 4 in, square to make a neater lookiiig job, 
although the base works just as well when the fnll-sized disk is used. 
The swivel joint is made as tight as possible, so that the cavity in the 
rubber will act as a vacuum cup and will hold securely on wet floors. 

SIMPLE LAODTG OITTTEB 

The lacing cutter shown can be made in a few minutes for about 
five cents, the cost of one strong paper clip. Any make of a safety- 
razor blade that has become too dull for shaving can be used. If it is 



HOME-MADE LACTNO CCTTEB 

desired to cut belt lace ^ or % in, wide, use a piece of wood of the 
thickness desired, also have a piece of ^-in. band iron about 1^ in. 
wide and as long as the blade. Place them as shown, using the iron 
as a stop and the wood as a gage, and with the razor blade slightly raised 
at the head end cut the lace. 

SIMPLE TEMPEKING METHOD 

Tempering a drill, cold chisel or other tool properly requires quite 
a knack, but there is a sure method that requires no skill. First heat 
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the point of the tool to be tempered to a cheny red and then force it 
into a bar of lead, keeping it there for aboat half a minute. Then cool 
it in water. 

To save the temper of a tool, as for instance an ax in which the 
handle has been broken off and the stub end cannot be easily driven out, 
drive the catting edge of the ai into moiat ground and then place live 
coals around the head. When the wood becomes charred, it can be 
driven out and the temper in the cutting edge will have been preserved, 

A SPECUL DBILLIKa DEVXCE 

The illustration shows a device that has been found of advantage 
when it is necessary to drill a hole from the inside of a boiler or tank. 
A represents a base piece made with a journal stud B. This base piece 
is provided with a radial arm G, with threaded ends and nuts made 
with eonieal projecting ends, as shown at D. One of these pieces is 



DETAILS OF A SPECIAL DBILLING flEVICE 

used at each end of the machine, when convenient, for entering and 
holding the frame. When not convenient to use two of them, one end 
of the frame is sustained as shown or in some other manner that may 
suggest itself. 

The casting F is made of two pieces and is provided with a bearii^ 
for the pin B and holds the ends of the rods EE. The actuating shaft 
6 carries the bevel gear H, more clearly seen in the figure at the side, 
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which drives the drill spindle, whose ends are of different lengths for 
convenience in reaching to different distances. The crosshead may be 
slid along as required on the rods and the revolving frame and the drill 
tamed around to different positions. 



STBAiaHTENma SHAFTS BT HEAT 

Shafts having slight bends can be straightened by pouring hot bab- 
bitt against the side that needed to be straightened. 

This method can also be used to straighten milling-machine platens 
which became bent up in the middle of their length, the same as planer 
platens, because of the peening effect of handling work on their top 
surface. 

The process is the reverse of i>eening and, like it, is but temporary 
in its effect. It should be used oidy to counteract some similar strain. 

STBAINEB COVEB LIFTEB 

A labor-saving arrangement in the shape of a rig for lifting the 
cover of a large water-pipe line strainer is shown herewith. By means 
of this device one man now does the work that formerly required four. 

Two iron beams ran parallel along the ceiling of the basement. To 
each of these beams a two-piece clamp A was bolted, the clamping bolt 
also passing through a hole in one end of a piece of flat iron bar B 
and D, bent at a right angle so as to facilitate bolting the crossbars in 
place. 

The lower end of the rod B is bent to hold a 2-in. rod C. The end 
of the rod D is made in the shape of a bearing, the cap E being secured 
in place by bolts. This supports the other end of the 2-in, rod, on 
which a roller O travels. A 2-in. guide rod F, the ends of which are 
flattened, is bolted to the crossbraces. 

From a pin passing through the pulley O is hung a XJ-link, to which 
one end of a tumbuckle rod is hung. Another tumbuckle rod is made 
with a hook for engaging an eyebolt that is secured to the center of 
the strainer cover. At one end of the crane a hook H is attached, on 
which the eyebolt is held when not in use. 

When the cover is to be lifted from the strainer, the hook of the 
tumbuckle is hooked into the cover eyebolt, and after removing the 
cover nuts the tumbuckle is screwed up enough to clear the cover plates 
from the studbolts. The roller and cover are then pushed to one end 
of the rail C until the cover is wanted for replacement. 
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CBANE FOB LQTINQ STBAINEK COVEB 

WIBE SCRAPER MADE FROM HACKSAW BLADE 

A handy wire scraper for nse around a repair shop and in arma- 
ture winding can be made from an old twelve-inch hacksaw blade. First 
grind off the teeth on an emery wheel, then by using two pairs of pUers, 



WIBI! BCBAFEB COKPLETXD 
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hold it in a blowtorch flame and heat to a dull red and bend it in the 
shape shown. Heat and bend only a small portion at onee and do not 
let it get very hot. Allow the blade to cool slowly and do not put it 
in water. When in the proper shape and cooled, grind the ends to 
bevel inwardly as shown. 

This tool is bandy for scraping solder from old commatator leads 
or for removing cotton insulation from new leads. 

TANK-PKESSUKE BEGULATOB 

The illiiBtration shows a pressure-regulating rig attached to a tank 
in which it was desirable to maintain a pressure of about 20 lb. when 
supplied by a main carrying 80 lb, or more. The illustration mafaes 
the construction and operation so obvioua that no explanation seems 
necessary. The pressure within the tank can be varied by the weight 
on the aim. 



PBBailJBB BEQTJIi&TOB ArTAOBED TO TADS 

USmO OHARTS OVER AQAIN 

The accompaJiying chart is for the same date of last year and this 
year where the operating conditions were practically the same, and shows 
two chart records. 

A red line A is for Feb. 3, 1919, with an average feed-water tem- 
perature of 193 deg. P., and a green line S is for Feb. 3, 1920, with an 
approiimatfl average temperstnre of 209 deg. P. The operating con- 
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ditions on both days were practically the same, but on Feb. 3, 1919, 
3600 lb. less coal was burned than on the same date last year. The 
ontside temperatare on Feb. 3 last year was 22 deg. F. ; the average 



TWO TEHPEBATmtE BECOBDS OH ONE CHART 

outside temperature on Feb. 3 this year was 31 deg. F., taMng it for 
the entire 24 hours. 

The comparison shows very plainly what a fireman can do, 

TBANSFEBBINa COAL WITH SCRAPER 

When coal is stored at a distance from the boiler room, but no con- 



OBDINART WHEEL SCKAPCB FOB TBAKSFEBBINQ OOAL 
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veying system installed, it can be resdil? moved by naii^ a scraper 
such fls is used for movii^ earth in grading and excavatii^, using one 
man and a Horse. TEe sCrap^r c^ Hie type sbown in the illustration 
handles about half a cubic yard at a load. 



TTSmO A SHALL TWIST VKtLL 

When drilling a hard surface and using a fine drill, there is danger 
of breaking the drill, especially if it is h^h-speed and "wabbly" like 
a portable electric or air drill. To prevent breaking, take a small block 
of wood as thick as the length of the drill will allow and bore a hole 
through it the size of the drill or a little lai^r and place this over the 
drill. There is much less chance of buckling and breakii^. 



OmDE BLOCK TO BTIADT DELICATE DBILL 
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WOBEBENOH TUBNTABLE 



A simple but nsefal device for handling heavy castings or machinery 
parta while doing bench work is a revdving table set in the bench flush 



BaVOLVINQ BENCH TABU 

ynth the top. It is easily made from two large-sized pipe flanges, a 
nipple and a oonple of soitable hangers made of % x 1 in. flat stock. 

The top of the turntable plank is covered with a piece of %- or 
Yi-io. plate steeL The idea is conveyed in the sketches. A locking pin 
is used to hold the table in any desired position. 



on. HANDLED BT Am FBESSUBE 

An easy and cleanly means of handlii^ the otherwise waste oil from 
.mgines and other machines is shown. The oil is conducted by suitable 
drains to a galvanized-iron tank in the basement, from which it is drawn 
through the valve A into the pneumatic tank, which is a 15-gal. heatii^ 
boiler. The valve C is left open to vent the air dorii^ the filling 
processes. After the pnenmatic tank is filled, valves A and C are closed 
and B and D opened, air from the compressed-air system being admitted 
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at B. By means of the valve B the operator regulates the flow of oil 
to suit the capacity of the filter. 



pirnrft or oil-handlikq ststbh 
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BOSFIX on. FILTER FOB BEOLAIHIira LUBBICATINO OIL 

Following is a description of an oil filter that may be used to re- 
itdm lubricating oil that is black with suspended carbon from the drip 



SntPLK HOMS-UABE OIL riLTEft 

pans of oil engines. It is first put into s barrel to settle. After a 
week's time the oil is skimmed and passed into a sand filter consisting 
of two oil barrels cat off 6 and 18 in, from the top respectively. In- 
serted into the lower barrel is a fnnnel-shaped galvanized iron cone. 
The top barrel fits into this cone and is filled with sand. Holes are 
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drilled through the bottom, over which is put a layer of waste to pre- 
vent the sand from sifting through with the oil. The sand must be 
dry, otherwise the oil will not pass through. Embedded in the sand is 
a round close-mesh strainer into which the used oil is poured. As may 
be seen from the sketch, the oil passes through the funnel to the bottom 
of the lower barrel, then rises until it reaches the overflow pipe. This 
gives some of the suspended matter a chance to settle before the oil 
is drained off. 

From the overflow pipe the oil is passed to the strainer of the bagasse 
filter, which is made of two old gasoline cans with their tops cut off. 
The upper one has holes punched in the bottom through which the oil 
passes. A strip of tin may be soldered to the under side of the upper 
can to prevent it from sliding off. The upper can also has a layer of 
waste put over the bottom for the same reason as in the top barrel and 
is filled with bagasse ash. A fine sand probably will give the same re- 
sults as bagasse ash where the latter is not obtainable. 

A clean and exceedingly clear oil can be drained from the lower can 
and it will take the place of dynamo oil previously used on the bearings 
of the machinery of the plant. 

The sand around the strainer of the top filter must be renewed about 
once a month, as it will be saturated with carbon particles, which will 
prevent the passage of the oil. In doing this, all the sand need not be 
removed; but only a layer of about two or three inches nearest the 
strainer. 

In first filling the filter with sand or bagasse ash, care should be 
taken that the sand nearest to the outside walls is well packed, as other- 
wise the oil may find its way down along the sides. 
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